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Foreword 


T '1 is a truism that we live in an age of technology. Our four suc- 
cessive Five-Year Plans are all directed towards the development of 
a technological society. To this end, we have to train a multitude 
of technicians who will set up plants, and design and produce 
machines, tools and implements to bring to fruition the well- 
considered Plans of an informed leadership. 

The National Council of Educational Research and Training is 
particularly concerned today with education at school level Techno¬ 
logy is one of the fifteen subject-fields in which the National Council, 
on the advice of its Central Committee on Educational Literature, is 
bringing out textbooks. In agreement with public feeling and recent 
recommendations of the Education Commission report, the Council 
is producing educational materials for vocationalized secondary schools. 
The present publication on electrical engineering is an earnest of its 
plan of work to provide the schools with model textbooks. This is 
one of the four textbooks that have been and are being prepared under 
the direction of Prof. K. B Menon, Head of the Department of Elec¬ 
trical Engineering, Indian Institute of Technology, Kharagpur The 
other three books m the series are Engineering Drawing, Workshop 
Practice and Elements of Mechanical Engineering. 

Electrical Engineering is an introductory book for students in the 
higher classes of Indian secondary schools, who offer engineering as 
an elective subject and for students of specialized technical schools. 
The book will also be useful in the earlier stages of the polytechnic 
diploma course. Tire aim of the book is to present an over-all view 
of the major areas in the subject without entering into specialized 
details required for advanced studies. Its purpose is to develop in 
the students an understanding of the basic principles of electrical 
engineering. The text is in simple English and all technical terms 
have been defined with clarity. 

The National Council wishes to thank the author of the book, 
Dr. S. P. Ray Chaudhuri for having undertaken this work, and Prof. 
K. B Menon who has directed the whole project of textbooks in 
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technology The Council is also giateful to Dr S. R Sen Gupta, 
Director, Indian Institute of Technology, Khaiagpui, for the facilities 
provided for the completion of the j^roject 

The National Council hopes that all students of technology at 
secondary level and students of specialized technical schools and poly¬ 
technics will benefit from this book Suggestions from teachers and 
others interested in electiical engineeiing aie welcome, and will be 
consideied when the book is revised. 


L. S. Chandrakant 
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Introduction 


I N the present age Electricity has be 
come so much a part of our everyday 
hfe that we cannot even think of a day 
without it Try to imagine your living 
today without electricity, doing without 
any electric lights, fans, radios, tele¬ 
visions, refrigerators, indeed, without any 
electric appliance of domestic use You 
would have no telephone, no telegraph, 
no electric-train and no automobiles 
When you think of all this, you at once 
realise how much ease and happiness 
electricity has brought into our lives. 

Electricity plays a very important role 
in communications People can com¬ 
municate with one another within 
seconds or minutes, not only in this 
world but also from outer space. This 
communication is possible through tele¬ 
graph, telephone, radio and television, 
teleprinter, and other signal-transmitting 
devices. Information about weather and 
ionospheric conditions about the earth 
can be obtained on earth through the re¬ 
mote controlled artificial earth satellites, 
We hope that in future when men land 
in other planets we will have inter-plane¬ 
tary communication with the help of 
electricity. 

In transportation, too, electricity can 
speed up movements of goods, as also of 


people from one place to another. In 
fact, all vehicles plying on land, sea or 
in air need electricity for their operation 
and control Electrical devices also help 
in the safe and efficient working of these 
transport-agents. Radar, for example, 
helps in safe landing and tracking of air¬ 
crafts, special lamps light the highways; 
strong electric lights help safe and fast 
driving of motor vehicles at nights. 

Modern Industry, both heavy and 
light, can produce goods at a high rate 
and with the utmost economy by using 
electricity; for it can control production 
and manufacture with great ease and effi¬ 
ciency 

So we see that electricity is useful 
in so many fields of our life. Then, the 
question arises: from where do we get 
electricity? Since electricity has to do 
some work, wc need electrical energy. 
This energy is provided by the generators 
of electricity Thc.s'c generators, in turn, 
may get their energy from various sub¬ 
stances like coal, oil, radio-active mate¬ 
rials, and watei stored in a reservoir and 
so on When we talk about energy, we 
merely refer to the capacity for doing 
work or how much work can be produc¬ 
ed, But this is not enough; it is also 
necessary to know at what rate some 
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given amount of work can be performed. 
This rate of doing work is known as 
power. We would rather call it electri¬ 
cal power, i,e, the rate at which the elec¬ 
trical energy can be produced or consum¬ 
ed. To illustrate the point, a man must 
have food to be able to do some work; 
a stronger man can do more work in a 
given time than a weaker man The man 
in this case derives his energy from food, 
and a stronger man with his stronger 
muscles is more powerful than the 
weaker man The man himself may be 
compared to a generating machine. The 
main types of plants which make electri¬ 
cal energy' available for use are: the 
hydro-electric power plant, steam-electric 
power plant, and the atomic-electric 
power plant, using as their sources of 
energy water, coal or oil or gas, and radio¬ 
active substances respectively. These 
plants are also known as generating sta¬ 
tions. In hydro-electric power plants, 
the potential and kinetic energy of water 
is utilised to drive a turbine or water 
wheel which is coupled with a generator 
of electricity. In steam-power plants we 
have the latent energy in the coal or oil 
released by burning it. The resulting 
heat evaporates water in a boiler and pro¬ 
duces steam. The steam drives a turbine 
or a steam engine coupled with a gene¬ 
rator The oil may burn in an internal 
combustion engine also and drive the 
generator coupled with it. In the ato¬ 
mic power plant, atoms are split to pro¬ 
duce the heat which is conveyed to a 
steam-power plant. 

The electrical energy produced in the 


generating stations must reach consum¬ 
ers at various distances. This is achiev¬ 
ed by transmission lines and distribution 
networks spread over the country. You 
must have heard the word grid , like 
the D.V.C. and other state grids and the 
All-India "super-grid”. They are the 
main transmission and distribution net¬ 
works to which the various generating 
stations and the consumers are connect¬ 
ed. The transformer is a very important 
piece of equipment needed in a grid 
Tills can raise or lower the voltage at any 
point as necessary Other equipments of 
importance are the circuit interrupting 
devices, protective devices against ab¬ 
normal conditions of operations, etc 

Electricity is utilised by the consum¬ 
ers m the form of heat, light and me¬ 
chanical energy. Heat is required in 
many chemical, steel and other indus¬ 
tries, and also by domestic consumers. 
Light and Mechanical power are needed 
by several types of consumers. Large 
amounts of heat are produced in electric 
furnaces. Light is produced by various 
kinds of filament and discharge lamps. 
Mechanical energy is produced by elec¬ 
tric motors. The sizes of all these energy 
consuming devices are determined by 
power, 

It is difficult to predict the future of 
electricity. Engineers and technicians 
are hard at work seeking to make elec¬ 
tricity a tool in the hands of man for at¬ 
taining the goal of a still better, brighter 
and happier life. 



CHAPTER 1 


Electric Circuits 


T N day-to-day life one hears quite 
often the term “electricity’' used to 
imply its various effects In fact it is 
only used to indicate electrical quantities 
like electric current, voltage, electrical 
power and electrical energy Each of 
these quantities is different from the rest, 
and it is necessary to understand the 
meaning of each before proceeding fur¬ 
ther with the subject 

r*i. Electric Current 

It is well known that all substances 
contain a large number of negative char¬ 
ges called electrons. These are the 
smallest particles of matter, and are les- 
ponsible for the causes and effects of 
electricity. Most of these electrons are 
firmly bound to the respective positive 
nuclei called protons, The rest of the 
charges, which are free and unattached, 
move in a given direction when a force- 
called electric force, is properly applied 
The motion of these negative charges, 
caused by the application of electric 
force, is known as electric current. 

The electric circuit is the path that 
electric current takes as it goes through 
the wires. This path must be complete; 
otherwise, there will be no flow of elec¬ 
tric current A complete electric circuit is 


usually composed of four main parts; 

(i) the source of electrical energy 
which provides the necessary 
electric force or electric poten¬ 
tial, as it is very often called 
(say, a cell or battery), 

(ii) the conductor or path for elec¬ 
tric current; 

(ill) the controlling device or switch; 

(iv) the load where the electrical 
energy is consumed, 

Generally, there may be one or more 
of these four parts m an electric circuit 
Fig 11 shows a complete electric 
circuit 
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1 - 2 . Theory of Current-floWj E.M.F. 

The very small free electrons, exist 
m large numbers in all substances, be¬ 
longing to the class of metals, but are 
especially abundant m such metals as 
copper, aluminium, silver, gold, niclcel 
and tungsten Before an electric poten¬ 
tial IS applied on the circuit (the elec- 
, trie potential is usually referred to as 
the voltage), the electrons in the con¬ 
ductor move, about very slowly at ran¬ 
dom so that the net forward motion is 
zero But as soon as a voltage is applied, 
the electrons begin to drift towards the 
, positive pole of the voltage source. Note 
that the electron flow is towards the 
,. positive terrninal of the source of supply, 
and not from it. However, the usual 
convention, which was established be 
fore the electron theory was known, is 
, to believe that the current flows from 
the positive terpninal of the source of 
, supply. Although this is directly oppo¬ 
site to the actual state of the electron 
flow, several important rules of electro- 
magnetism (which will be explained 
later) were formulated on the basis of 
this convention These rules merely 
state the results of actual experiments 
connected with the subject. So long as 
the rules and the actions always agree, 
it is immaterial whether the rules are 
, based upon the actual electron flow or 
. an arbitrarily assumed flow. It is better, 
however, to retain the original conven- 
, tion which assumes current flow to be 
. moving .from the positive terminal of 
the source of supply into parts external 
, to the source. 

The source of supply, shown in 
Fig 1.2, which provides the necessary 
, potential for producing an electric cur¬ 
rent is said to possess an electro-motive 


force (E M F ). The E.M F may be ob¬ 
tained from various types of potential 
sources, like batteries or generators. 



Fig. 1.3. Direction of the Flow of Electric 
Current ‘ ’ 


There are two general classes of poten¬ 
tial source’ 

(a) the Direct Current or D C . and 

(b) the Alternating Current or y\ C. 
Let us deal with D C. first, 

1 - 3 . Conductors and Insulators 

A conductor, or a conducting mate¬ 
rial, is a material through which electric 
current can flow easily, and wdiicli con¬ 
tains a very large number of free elec¬ 
trons The three best-known conduct¬ 
ing materials arc silver, copper and 
aluminium, but most metals arc good 
conductors of electricity. Some gases, 
under certain conditions of operation, 
behave ,as conductors In, fluorescent 
lamps, electrons flow through mercury 
vapour and argon gas to produce light. 
Ill neon signs, which arc comnionlv 
used for displaying , advertisements at 
night, electrons flow through neon gas 
or a mixture of neon and other gases, 

' , I 

The most commonly used conduct¬ 
ing material is copper Aluminium also 
is used increasingly because it is lightci 
than copper. Other materials used as 
conductors are German Silver, Nichrome 
and other alloys. 
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compared with conductors, mate¬ 
rials known as msuhtois ^contain a very 
small number of free electrons That 
IS why when an insulator is placed across 
a potential source, very negligible, cur¬ 
rent flows tlrrough it. Rubber, bake- 
litc, polyethylene, porcelain, ebonite, 
p^er, mica, etc.,^ are good insulating 
materials For all practical purposes, it 
IS said, no current flows through insula¬ 
tors, ^ 



Fig. 1.3. Change of Resistance with Tem¬ 
perature 


Most conductors used in electric 
circuits are covered with a kind of in¬ 
sulating material. Its purpose is to keep 
the metallic conductors electrically se¬ 
parated, and also to prevent them from 
touching the grounded structures, such 
as metallic pipes, poles, etc., which can 
carry current back to, the source of 
supply that m most cases is grounded 
Tire more common insulating coverings 
are cotton, silk, enamel, asbestos, rubber 
and polyethylene. A copper wire may 
have one, two or three layers of one or 
two of these insulating materials Most 
insulating materials should not only be 
able to withstand the voltage to which 


they are subjected, but also have enough 
mechanical strength and capacity to 
withstand the high temperature that they 
are likely to be exposed to, 

1-4. Ampere, Volt and Watt 

It is necessary to have some units of 
current and potenbal difference or vpl- 
tage in order to have some idea of the 
relative strengths of these quantities, 
when they vary in different cases. 



Fig 1.4(b) 

Fig. I.i. (a) and fb). Different Types of 
Resistors and Rheostats 
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The unit of current is the ampere, 
and the unit of potential difference is 
the volt. The letters A and V repre¬ 
sent “ampere” and “r^olt” respectivelv. A 
complete definition of ampere, however, 
needs reference to a chemical effect of 
electricity, rvhich will he evnlamed later 
This effect is that when a current flows 
through a solution of metallic salt, it 
will deposit metal in one of the electro¬ 
des The ampere is that value of current 
which, passing through a solution of 
silver nitrate, deposits silver at the rate 
of 0 001118 grammes per second The 
instrument which measures current is 
called an Ammeter 

The watt is the unit of electric power 
and IS denoted by the letter W, The 
power in an electric circuit depends on 
both voltage and current and in a D. C. 
circuit this is obtained by multiplying 
these two quantities. Thus when I V 
causes a current of 1 A in a circuit, the 
power is 1 W. The instrument which 
measures power is called a wattmeter. 

So the volt may be defined as that 
potential difference which, causing a 
flow of 1 A, gives a power of 1 watt 

There are several terms that are used 
to denote what we have called "poten¬ 
tial difference” (abbreviated as p.d.) 
They are' Potential, Tension, Pressure, 
Voltage and Electromotive Force 
These terms are not quite synonymous. 
Tlie Electromohve Force, denoted by 
the letters E.MF., usually means the 
potential difference set up in a device 
for generating , electricity; the actual 
pressure or p d. available for use from 
this device is called the pressure or vol¬ 


tage Ver^’ high voltages aie often 
expressed in terms of a huger unit called 
Kilo-volt, which is equal to 100 volts, 
and is denoted bv the letters KV Thus 
132,000 volts is equal to 132 KV. Tlic 
instiument wliicli incasiiu's \'oltagc is 
called a voltmeter. 

1 - 5 . Resistance, Ohm’s Law 

Every electric circuit opposes a cur¬ 
rent flow to some extent. This is felt 
by the limitation of current in the cir¬ 
cuit, the extent of the limitation de¬ 
pending on the magnitude of this oppo¬ 
sition. This opposing property of the 
circuit is known as rc.sistancc Tn gene¬ 
ral, the resistance is defined as the pro¬ 
perty of a niatcnal that tends to opj)osc 
a flow of the current, and the material 
itself is called the resistor 

The current and voltage in a cir¬ 
cuit are related by Ohm’s Law. This 
law states that if the temperature of an 
electric circuit is constant, the ratio of 
the steady voltage applied to it in volts 
to the steady current produced in ampe¬ 
res, IS a constant quantity called the re¬ 
sistance of the circuit. But there are 
some materials in which the ratio of 
the voltage and current is not constant 
for all ranges of voltages, and the Ohm’s 
Law, as stated above, is not applicable 
to these materials. The unit of resis¬ 
tance IS ohm. When a p.d, of 1 V cau¬ 
ses a current of 1 A in a circuit, the re¬ 
sistance of the circuit is 1 ohm 

So, if the circuit has a current of I 
amperes with a voltage of V volts across 
it, the resistance R of the circuit is 
given by 
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Fig. 1.5. A Circuit with Various Elenjents 

To illustrate these formulae by nu¬ 
merical examples-^suppose 4 A flQVvs in 
a circuit at 220 V. The resistance is 
220/4 = 55 ohms. Again, - -the vqltagc 
required to force 5 A current through 
a resistance of 45 ohmsis 5 x 45 = 225 V 
Further, if a voltage,of 25p V,i^ .applied 
to a resistance of 115 ohms, the current 
will be_2'30/llS ='2A'. Thte word ohm 
IS often symbolically represented by SI. 

The resistance of any'material in an 
electric circuit, which is of a homogene¬ 
ous and ^mmetrical' -ibnstrticllon, de¬ 
pends upon four factors- 
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^h=oeateni„rf*e,ease 

oh ItltelMrS* “'‘“"'a"* 

ovoda navi, 

Tf flif. Z. - A iJfii gruiif 

1 ! rf of a length of wire 

^ tMqresttte 

®l.4nii©xptrimeW,?asff5h(ji^nldn3F4}d?A 
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CHAPTER ONE 


the line AB will show the change in re¬ 
sistance with change in temperature. 
The extension of the line AB, as shown 
by the dotted line TA, represents the 
resistance at very low temperatures, 
which are not likely to occur in practice. 
The temperature T at which the resis¬ 
tance will become zero is —234.5® C 
for copper. From the two similar right- 
angle triangles Thai and Ttaaa it is seen 
that 


perature of 30‘'C, (a) what will be its 
resistance at 75®G? and (b) at—ZO^C? 
(c) At what temperature will its resis¬ 
tance be 100 ohms? 


Solution; 


(a) ti=30°C 


Rtg—Rtj 


and Rti=80 ; t2=75°C 

^4^-1-12_ 234.5-4-75 

234.5^-ti~ ^^^234.5 + 30 


309.5 

. X80 = 93.5 ^1, Ans. 



—'2645 ou 

agtg Ttg OT-f-otg 

(b) ti-4 30°C, Rti=80, ta = —20°C 


234,5 —20 214.5 

Rt, T-ft, 

Rt2 = 80 X 234.5-1-30 — ^0 X 

=64.8 it, Ans. 

Rti_234.5-4ti 

(c) ti=:30®C, Rti=80, Rta ^100 

Rta 234.5-ft j 

80 _ 234,5-f 30 


100 234.5 ri-tg 



If the resistance at the temperature 
is known, then the resistance at any 
other temperature can be calculated by 
using the relationship as given above. 

Example: A coil of copper-wire has a 
resistance of 80 ohms at a room tem- 


or 80 (234.5-4 12 )= 100X264.5 

or 80 t 2 = 100X264.5—80X234.5 

100X264.5—80 X 234.5 
or tg--g-- 

100 

= —X 264.5-234.5 
= 330.6 — 234.5 = 96.1°C Ans. 


The increase in resistance with in¬ 
creasing temperature is usually expressed 
in terms of anoLhcr quantity known as 
Resistance Temperature Co-efficient. If 
Ri is the resistance of a conductor at ti^C 
and Rj is the resistance at t 2 ®G, then 

Rg=Ri [1 -(- tX (tg h)]j 

where o(j is the resistance temperature 
co-efficient at ti"C. If otg is the co¬ 
efficient at t®C, then 
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l+o(i(t2-ti) 


Example: 

The resistance of a coil wire at 20®C 
was 100 ohms After increasing the tem¬ 
perature of the coil to 16°C the resis¬ 
tance was found to be 103 ohms. Cal¬ 
culate (i) the resistance temperature co¬ 
efficient of the wire at 20“C and (ii) 
the co-efficient at 26®G. 

Solution; 

(i) We know that 

R2 = Rj 

By substituting the values of Ri, Rs, 
ti and t 2 given m the problem, one can 
have 

103=100 [l + o<j(26—20)] 
or l-|-6o<j=r03 
0-03 

or = —^ =‘005 ohm/'’C. Ans. 


o^r^'W+^26-20)=200 + 6 

=206 

or o<a~ 2 06 ~ ~^ ohiii/°C. Ans. 

1 - 8 . Resistors and Rheostats 

Fixed resistors are the resistance- 
units made of suitable materials like 
carbon mixture or resistance wire which 
are used in electric circuits for varying 
current Although wires are necessary to 
inter-connect the various parts of an 
electric circuit, like resistors etc., the re¬ 
sistances of these wires are very small, 
and hence insufficient for controlling 
currents 

Variable resistors are used where it 
is necessary to adjust the amount of re¬ 
sistance in a circuit. A resistor which 
has the means to vary its resistance is 
known as a rheostat. Fig. 1.4 shows 
the resistois and the rheostats. Rheos¬ 
tats are made of thin resistance wires 
wound on asbestos tubes, and the cur¬ 
rent that is allowed to flow through a 
rheostat depends on the cross-sectional 
area of the wire. 



Fig. 1.8. A Series-Parallel Circuit and Its Equivalent 
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1-9. The Wire-table I 1 

A -wirp-table is useful to people in 
the electrical engineering profession, be¬ 
cause, with its aid pne can readily find 
out various particulars, like diairietcr, 
cross-sectional area, the safe current- 
carrying capacity, resistance, etc.'ofi wires 
of various commercial sizes and mate- 
rijflSi.cf 'l’able Jl 1 .'shows,, isuch'a table. 
The slze'ririCTossisbctionall area'of a con- 
dhetiot 131 usuallyl,expressed itr 'tcrins',of 
iy''10auge' ’Nufiiberi'’, arid'it is .known as 
"Standard-'irWiire Gau^p” i(S.W'.G,,) . 
The’ higher the-i iNumh'er, the lower 

wouldibcjtheuctioss-aectlOn.; . ii , . 

Hl'lU,' -.T’., . 1 : ' ' I V ' 'i ' ", ' I 

Circuits li: 

!i ^lik§>r, 50 pr;pe.of( sul^ly, f;on- 

ngftingfrwirfi?!, gfjptrq]; Kinds,,protective 

•H'j ;'■'I A iii.-u;., 

.ii' 1 t .. ‘1. .. ' I .| 


devices, meters and instruments, and 
the power-conspijning dpyiqc.s of the 
electric circuit hdve resistances of diffe¬ 
rent values. The most predominant 
part is the resistance of t^e power-con¬ 
suming device called the load ’The ic- 
sistance of the other elements jj.pf.the 
circuit, having insignificant values in 
:ci(3f}fpar;spiJ,'/Wit]) ,thp’ rpsiptapcc of the 
load) isluspsUy,ignored ' But >^ybcr) the 
reBistaod^s cj§ri)en,t3 of. the cir¬ 

cuit) cannQtiboipcgleeted,,,they,arc eom- 
hioedi for ,! prirpRSf) t of., palpnlation, 

i}eppss?fy tp'idete.nnino/thp:cnpcnt, vol¬ 
tage and resistanoe •• in 1 .various, parts of 
the circuit. 

i-ii. Series Circuit 

( ' ‘ I ' >1 ' ' I 

When the various elements of a cir¬ 
cuit are connected in'such a way that 


th|j cu^ri^nt laying,,,onp,,p£ .tfieiri n?ust 

in.-) ofro ni'j'i'u.'c; 1 1 

mu 1.1 ^ , 


^irL-tablc for tl^d-drawh Solid Copper Coaductors for Overhead Lines 

r'M'jil '1 , ii ' . 'I r 'I, r 1 f , , i , 


dr''1 .-111 
I, iro' 1 ij.' 

h'lin .'-'ttihi.i 

1 '/nill o' (■ 

M J 'Jk' 1' 

'/ 'iilbulated area' 

'' sqi.irirti; ' - 

uv."v![' , 

II.' ‘ '. 1 . ' .i(i 

.3irv 'ufi 1' 1 '. 

Weight Kg. 
per km. 

Resistance per 
km. at 20°C 
ohms. 

J ,!. 

Current 
ratirig'for 
twppcra- 
tur^ ri^ 
0t55A°C 
amps. 

4/0 

10.1600 

81.0732 

720.7 

0.2175 

278 

3/0 . 

9,4488 

70,1202 

623.4 

0.2516 

250 

2/a 

8.8392 

61.3643 

545.5 

0.2877 

226 

1/0 i 

8.2296 

53.1921 

472.9 

0.3320 

1 203 

1 . ‘ 

7.6200 

45.6037, 

405.4 

0.3875 

' ' 531' 

.f ’'-'' 

7.0104 

38,5990 

343.2 

0,4579 

r 158 

3 

6.4008 

32.17^ 

286.1 . 

0.5495 

1 ^, 

4 • 

5.8928 

27.2730 

242,4 

0.6489 

132 

5v' '■ 

5.3848 

j 22.7734 

: 202.4 

0.7770 

1 107 

” 1 

4.8768 

' 18.6792 

, 166.06 

0.9478 


7 ■' 

- • 4.4704 

15.6958 

•' 159.53 

■ p 1 . 2 ^ .. 


8 

4.()^40 

12.9717 

115.32 

1.366 " 

70 

9 

3.6$7$ 

10.5071 

93.44 

1.686 

60 

10 

3.2512' 

-"Trai 

8.3019 

Buiuim (uruffi! Jiu'in.i 

73.79 

2.136 

50 
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'eWr"(iii''^ctIy tii'e' following' oWc, '&o that 
tile’sarii^’chrrehf'flo^X/S'thrbii^h all of 
tlienirtli6'‘^l'^tnerits'dti' s'alfl''t6 be cbn- 
h&^ted'm seti'csfand tht'bifctilt iS''thfeh 
known as a series circuit A g^hbtal 
senes circuit is shown in Fig. 1 5, where 


' ■ 'B =5i'' S‘6W 0 f' 3 Wpipl Y ,>' ii' ba btet y 

'' * * ‘ S''' = ‘ Con.trol'dkVicb','’^if' 's\vifch'' ' " 
-'.urF (a,fuse-wire. 

If, IA , ^ Jnstriinient-Of. ineter,. an anfi- 

()i f.jM-mctcr;,,i u, • 


L iit Power consuming - device, a 
.vu!ir ! iltoaifflutesistancei 

'''/'W4 Gdfiiiectin'g’ wife*.’; 

('j’jiai.u I’f ; 'I , tiM . 0 •>, ‘ , 

.eypry p^pnipnt , ,of Jhe circuit 

£?nd assesses 

resistance, the equivalent condition in 
tj^e^qirpuj^ i?,,|i,liF, spme,rpsistoijs of ,yari'- 
jn^g^lJyides. l^aying,, been connected 
'iq ,series' .A ^eries ,cpcriit with' resistors 
%, •<'Sfcwn ip;Fig., 1 6 

rf,,th& ^e 5 ,is,tance? pf elements q^her 
it'^^n. tJie,;,|resi^tor§,^,;gf:c neglpctep and 
i^rpnt .flovys t;iirqugn all 

pesff,ipp 9 g,(R)^;,p|Fci-ed , to, thc,flow_of 

resist- 

pfii,' ii M[ 'i 1 h 

unn FF!ftirlri^2r’'ilr^^3'■rii''lO 1" ■! (t'O. 


il .•Whto' .Ohni'S'lIjiA'v is a^iiplied > tb llic 
'seriesMcirouit,! asi fehowii in Fig, ?, 'the 
vbltagci of'ilhe'battery IB!ITS given by ■' 


'■ub' EtJhiiiMJi kg) 

(IJl.'j ih=IDR|L!(-IK g'ifilR^^t IRg.t'.(1.2). 
')ii( If' i^fci'ldfenOtii ffe' pittdkfcts" IRj^, ikgj 
IRg... .etc. by iVy, V^j V^,. j .'.itdj'tfien ' , 
E=VftV2-h%fV4+V,,.,. 

This shows that Ohin’s Law is appli- 
' cable to' 'tlyc' various parts of the senes 
circuit also, namely, Vj = lR, ¥ 3 =IRg, 
V 3 =IR 3 -and so on ...( 1 . 3 )t *' 


I rile 'Voltages IRit IR:;, IRs, .. etc., lare 
known as tli© voltage. drops in the cir»- 
chit'. Tho'voltage clfop'IRi,'or iVi, means 
that a p d. ofriVi'VOlts id'n'ecessary to 
fdfei'-a cuffentlof haiiipetfe through a 
resistance of Ri ohms. In this' way the 
total voltage necessary to force q qnrrent 
of I anipercy in this series circuit will be 
Itiie^sum of all the vpltage-drops IRi. 
IR 2 , fit.! rcfc. Therefore, in general 
the p d. oi a voltage-source necessary to 
send a current through a, seiries circuit 
is equal’ to the sum of the voltage-drops 
m the various parts of the series circuit 
caused by that current 

'khe rules of the series circuit may 
be.sump^aris,pd;t^s., 

( 1 ) The currenti'r in /| every part of 
the series circuit is the same 
(ii) The total reslst^ricb of fhe sc- 
{ ties circuit iS, .given by, the sum 

of tlie ipdiyi^ai,resistances of 
the various parts as in Equa 
tion'(r.l). 

(lii) The voltage-drops across the 
■ ‘ ' 'ifi'diVi'diial tfc!3litatices in ’a se¬ 

ries circuit afe directly prUpIbr- 
tional to the magnitudes of 
those resistances, as in' Equa¬ 
tion f,i 3). 

(iv) Tlie total, applied vqlfage across 
' a circuit'with tlic resistors con¬ 
nected in series is equal to the 
I Slim of tlic voltage drops across 
■ the individual units, as in Equa¬ 
tion ( 1 . 2 ). 

Example: ^ ' 'i 

A series circuit, 1 consisting; of three 
resistors of values 25, ,35, and 50 ohms 
rcsp'tecti'vely ds connected pcYoss a bat¬ 
tery. The current Sowing through the 
circuit 15 Pleasured hymn amnieter, and 
is found to be 2 aihks, N<^|lecting the 
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CI-IAPTER ONE 


resistances of the battery, ammeter and 
the connecting wires, calculate- 

(a) the voltage-drop across the indi¬ 
vidual resistors and 

(b) the total applied voltage of the 
battery. 

Solution- 


(a) Since the resistances are in 
series, the same current of 2 
amps flows through all the resis¬ 
tors So if the voltage drops ac¬ 
ross the resistors are denoted by 


^25) ^35 ^60) ^25 — 2 X 25 

= 50 volts Ans,; V35=2X35=70 
volts Ans.; VgQ=2 X 50 = 100 volts 
Ans. 

(b) The total applied voltage of the 
battery will be 

E = V2g+V35-fVgo 

=50-1-70 •+•100 = 220 volts Ans. 

The applied voltage can also be found 
by combining the resistances, so that 

R=Rj-l-Ra-+'R3—25-(-35-+-50= 110 ohms 
and E = IR=2 X 110=220 volts Ans. 


The voltage drops also can be found 
from the total applied voltage. 

E 


^_^ 


R Rj^-t-Rj-J-Rs 


and Vj = IR^=r- 


EXRi 


Ej-|-R 2 -f R 3 


Similarly V2=IR2= 


EXR, 


and V3 = IRg = - 


so that, 


Ri+R2-1-R3 

ExRg 

Rr'i' Rz+Ra 


220 X 25 


=50 volts Ans. 


no 

, 220 X 35 

"^35 — =70 volts Ans. 

220 X 50 


'SO' 


Note that, m general, if nothing is 
mentioned, the resistances of connecting 
wires and ammeters are always ignored 
in the calculations, as they are very 
small. 


1 - 12 . Parallel Circuit 


When the various elements of a 
circuit are connected in such a way that 
points at one end of all elements are 
connected together to form one junc¬ 
tion, and the points at the other end of 
the same elements are connected to¬ 
gether to form another junction, and 
the voltage source is connected across 
the two junctions, the various elements 
are said to be connected “m parallel” 
Under this condition, the same voltage is 
applied to all the elements sinniltancous- 

ly- 

Fig. 1.7 shows a circuit of four re¬ 
sistors Ri, Ra, Rb and Ri connected in 
parallel to one another. A, Ai, Aa, etc. 
arc ammeters whose resistances are neg¬ 
ligible as indicated in the case of series 
circuit The resistors Ri, Ra, R 3 and 
R 4 are joined together at the junctions a 
and b, and a voltage E has been applied 
across a b from a battery through a 
switch, so that each of the resistors Ri, 
R’, Rs and Ri are having the voltage E 
across each of them. The current I from 
the battery B is divided into Ii, I 2 , E 
and 11 m four branches at junction ‘a' 
and again combining at the junction 'b’. 

When Ohm’s Law is applied to this 
parallel circuit, the voltage drop in each 
of the resistors will be equal to the 
applied voltage E, Therefore. 


E=IiRi = IbR2=I3R3=I4R4 


so that 

, E ^ 

I 4 — - ....(1.4). 




110 


= 100 volts Ans. 
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Now> the total current supplied by the 
battery is: 

I “II +12 "t"^3 ^4 

_ ^ ^ _ ^ 

Rj R 2 R 3 K .4 

1 .1 .1 ,1 
R, + Rs + R 3 R 4 

If the combined resistance offered by 
all the parallel resistances to the current 
I is R, then according to Ohm’s Law, 
E 

E = IR, or I = — 


Therefore, 



■3 ^'4 

.,..(1.5). 


So, the combined resistance of a 
group of resistors connected in parallel 
is equal to the reciprocal of the sum of 
reciprocals of the individual resistances 
of the resistors. This combined resis¬ 
tance is known as the equivalent resis¬ 
tance of the parallel circuit It is often 
necessary to replace the resistance of a 
parallel circuit by this equivalent resis¬ 
tance for the purpose of calculation, 
which means that if this resistance is 
connected across a voltage source of the 
same magnitude as that in the actual 
parallel circuit, the same total current 
would be drawn from the source. 

The rules of the parallel circuit may 
be summarised thus: 

(i) The same voltage is applied 
across all the parallel resistors 
simultaneously 


(ii) The total current flowing from 
the voltage source to the entire 
group of resistors is equal to 
the sum of the cnirents in the 
individual branches 
(hi) The individual currents in the 
resistors are inversely propor¬ 
tional to the magnitudes of 
the individual resistances of 
the resistors, as in Equation 
(1 4). 

(iv) The equivalent resistance of 
the parallel circuit is equal to 
the reciprocal of the sum of 
the reciprocals of the indivi¬ 
dual resistances of the resistors, 
as in Equation (1.5) 

Example: 

A parallel circuit consisting of three 
resistors of values 20 , 30, and 60 ohms 
respectively is connected across a bat¬ 
tery of voltage 120 volts. Calculate (a) 
the current flowing in the three bran¬ 
ches and the total current from the 
battery and (b) the equivalent resis¬ 
tance of the circuit The battery-resis¬ 
tance may be neglected. 

Solution: 

(a) Since the same voltage of 120 volts 
acts across each of the resistors, the 
branch-currents are* 

120 

IgQ —~ 2 q =6 amps. Ans; 

120 

l30=~^=4amps Ans; 

120 

and Igp —- gQ =2 amps. Ans. 

The total current I=110 + ^20 4" 1^40 

= 6-t4-)-2=12 amps. Ans. 
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?'l fiH«WTE»!jQN.13 , I 


i(}?/]!:lTb0‘fMMiNaknt,r65istan,efci i ,i 

■Jntu'j 'jrll nt ""jlfij/ .'It 

l>f fwir'J^TT ('JuJ.''. jr J^^.i 

■jfft ni 'If iii’ir'T''+T5Trrirf-Tri- 

■ fit (I! Mri'jit ’ ii ,li|.' ' 'i/jl I ' 

-loqinq ^3j 

lo «b[n'iii;jLi]f! iJ' I'^i b'.ifill 
(u s'j','fir,F^;‘’^0 ‘eJT 

iioiliufi'M g-h!l 

1 ~ 60. ^ 'el) ! 

10 -J 3 r,l;i.>!.’ ill . ' i'l .1' ’ ' 7 

u1 Ans. 

10 mn,' Mi; H (3 '...'iOnii j ■, ;.,{; 

-wibrir ‘xliCO l<i 'b; '■ .i 1' . ^ (i 

.'TlM?it 6 )ta'l>syuiftnt liCart- -'akf/'^e found 
from this? By '^pplyhi'^’ ^©hih's Law, 

E 120 

= 12 amps. Ansi 'U ' 


1 = 
gud 


R 10 

,')fnt/i,'(iO') filJjHJ Mil ii/i f' 
.'(fiflp'•itfi'Juif; ,di' ,0: mjdiiv JO p 

dcrr '''V* n ■large buiidiiif; liaSiffewepty- 
f9y I3ii watt IJMoll lamps fliey pre 

ift^r.resisfauce 

‘?dlTOV^TO?ii?6 <PkWM3ffllcpktc, ■ 

l^br^ggh r ,f 3 cb' ilamp, 

W mm^ ■jkNjX by„al! 
lamps, . 

(c) the equivalent resistance of all 
the lamps together 

h) 3nr,l[o'/ernu?. aih jjfrd'" ' 

4ffl MW IfPRo E?5i. lamp 


96 • ^ 


liR iiln'JTrij ) i! .I'l Tcl 

amps. Ans.^ 


(b) The total^V^ae ’’ij fot ■24"'famps 
—24X1.25 = 30 amps. Ans 

(c) The equivajgbtdtfaiatance is ' 


i'..* 


r, ^ r„ + 'f 


1 ^2 *3 ^4 

whe^jresigj4nc^„bf- taohnlamp”r£-4ri=r 

L ►- j * 


R, = - 


it' 111.' 


24 


r 

"24 


'96 

== 2 T ohms. Ans 


This result can also be obtairied from (b), 
the equivalent resistance Rj = Rgjj 

' ,,120 volts ' , ' , ' 

~~Tn -— ohms 

30 amps. 

*'Alslj,'‘’thii!'"tkulft /o?'’'^fe)' 'daii'l^ ob- 
l^indd’froth'tWtdAt' ; 
'l20’Volts ' 1 ’i'nf''*''’ 'R ''■* 


It=- 


=30 amps. 


4 ohms 

From the results of the Example wc 
conclude that the equivalent resistance 
Ren '^f ” lUuniber. of equal resistances in 
parallel each -bf value) R :is- given by 

R =^ 

1 - 13 . Series-parallel Circigit 

I :• ’In many cases resistors are connected 
in the combined manner of series and 
parallel coiinectiohstwlth respeb't to the 
Source; ofi pbhjHtlalmAsirafff’dx!aihple,'we 
hiafy Gonsfa^'theKdffs&i qf genera¬ 
tor tbfoifrglyf' a feeder 

line? In^ iiij, , . ‘_i. logidilni^ tdhslst 

Of'at dotribef'tof fellstors'ffl'ipafrallel- and 
ft'-cdnttecthd i't'fo b#£fi,!ivolfigfe. s'OurOe 
thfou'gh'tbe seriei tresistatifceS' 'of' the fee¬ 
der line, aiJ'shown in Fig.'1.8(a)'. ' 'I'his 
iwayi'.'alsh'.ibh* repftWHtect^ttly "'tlie Fie. 
■F 8^);.iyhere4flleli thfefe lW<fJtei/istorS 

and I 3 respectively are replaced by an 
htf(tnvalehdotloadfnftfcste<(br.hRi:iiLdylhg a 
current'>FiiW'it.'«tiAs ^ya 3 ShoiwJ fe^rliet 
% equivalent Iqad- 

:iirtdl kj-'niiur.' " 

bedqq!j^H^ 3 ^[;jjQv 

210: r,Ml hlfmlq n,jj J|„ 
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and the total resistance across tlieige'ne- 
rator voltage E I ' c ' i i 

R=R, + RL+Rf-=2 Rr-f Rl 
•'' ' ' , E ' 

and the total current 1= — 

P 

drf'tlJr'2 I _—. 

f'l IC'fw hm, iCi' i'd/ 

S’ T)i yi fi/R^i' ^ailtR^ j ''o.Ra ■ 
Eaxt^'i's applied to Fig 1 ^ 

(b), we have E= IRf-j-IRL+IRf j 
so that the voltage across the,,load is 

IRf. ' ' 

Hence 2 IRj is called the yoltagq drop 
in the feed'dr lirids, the leading or posii- 
tive line XA liavipg 

and the return or negative line yB also 
IRf volts. ■' 

t ' ' • 

1 - 14 . Powei' and Energy 

As we haVd’sden'iaheady.j an' eltectnc 
circuit IS a paltli through, wlijcli elec¬ 
trons are forced to flow because of the 
application of a p d. so that they can 
do worhj I EJeqtriq pow,er is tlie.-rate at 
which this work is done Tliis work is 
hlsOncalkd (, enejrg,y .Therefore electric 
power lisi tkenrate att.iVlfhich electric ener¬ 
gy isfttepvsfotjakd Qrccl^dnged.uko some 
[ifbess*! forma of energy lUke light, heat, 
plfPaMcf /fl'.l ' rUfUi''', I 1 ' I", 

lig tdke'aiv'''temde ''to under- 
fefid'-tlid* rHdahfflg'^bf pOkdt' dnd cticrgy. 
‘■Af'fiidh'Ti'iflMg'^a' loadedflcd^t- ''ffOih'' one 
diiothCr k'di^fanfet^Iadd iiV'two 
hf5tlrs‘dhlfS*l dbhe stMit-F-worltd -A horse 
'p4lAig''i'l/ icross the sanld”''dlSti!fice in 
;&tteenifinHMtliitesti;clQes hlklrsanie ,!work 
Butfisiiftce the hdtso has Idoneithe isame 
worliiriiEiigaMvrolii alipften ftlhie^,^«iwe' say 
4lkt -tilttbj Horse! isi, mote, - powefful than 
tlifc imaii.j'jfI-Iere>itib!ei»irf)flndnfh£!ihorse 


liave each spent the (saiiie r-anlount of 
energy, but the mari .Could spend the 
energy at a much slower, rate i than the 
horse. 

As incutionecr earlier, the unit of 
(j)ectric.[ppy'cr , US a y/a,i;h,,n;inied after 
thp inveutpr of the stpam enguie, James 
\'^ajt^, who fiist felt ,thej peed, to dpfiiie 
the ;Tate,,pf doing wo|]c,,I TJig unit pf 
electrical energy is a wgtt-hour. A watt- 
hour represents an, amount of work or 
energy, when energy has been spent at 
the rate of 1 watt for 1 hour, or i watt 
for 2 hours, or 2 watt^ for i hour and 
so on Therefore, the amount of ener¬ 
gy in watt-hour is obtained,by multiply¬ 
ing'power in watts by ( time in hours 
In practice, a larger unit of energy, 
known as a Kilowatt-hour, is used. It 
is 1000 times a w'attrhoiolt, lahd is' ab¬ 
breviated 'aS KWH Sitnilarly, for po¬ 
wer also,; a larger unit Calldd a Kilowatt 
IS used very often, 'and'iidhis fe 1000 
times a watt. 

A 60-watt eldctkic ftt'ldmp).'gives'\is a 
certain amount of light A 100-watt 
laipp 'wi'Jl igiyq ps,; plofe 'light Although 
both the lamps are transforming, electri- 

the, 100- 

wa|tjt'''lainj:>, will dp this, at a faster rate 
thgii, the 60-watt lamp, indicating that 
the Informer is more powerful than, the 
lattcf. ; r , t. 1 - 

In a circuit, ^ ^ 

If P=pow?^i iniwatts^ 1 
E== Voltage in voltp;, 
apd I=,current in amperes 
E 

iheH'^=iEi<'I and I = --^..(1.6) 

,ffpip, Ql>?p|s,,Tgw„that 

fi’Jtlqcftf,' ?i Inc .f-iitd., rif --lEt ' ' 

1(1 Wvif t: lfR7-‘i ' irii."i 

SubstitutingfIhefee-' ’tWo ffeldtiOffish^i 
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CHAPTER ONE 


inequation (16), we get two other 
expressions for the power P. 

P=EI = IR.I=:PR ....(1.7) 

and P = E.I=E...( 1 . 8 ) 

The power in a circuit can be calcu¬ 
lated by using any of the three equa¬ 
tions (1 6), (1 7) and (1 8), depend¬ 
ing on which two quantities out of the 
three are hnown 

If retime in hours, 
and w = energy m watt-hours, 
then w~pX t 
= EI t 
or PRt 
E' 

or ^-t ...(1.9). 

Example: 

What is the wattage (power rating) 
of an electric toaster that takes 5 am¬ 
peres current when plugged into a 220- 
volt socket outlet? 

Solution: 

Using equation (1.6) 

P—E 1=220 X 5 = 1100 watts. Ans 

or 1 1 Kilowatts (Kw) Ans. 

Example: 

The resistance of the heating ele¬ 
ment (mchromewire) of an electric hea¬ 
ter is 40 ohms and uses 5 amperes when 
connected to the lated voltage source. 
Mdiat is the wattage of the element? 
Solution: 

Using equation )1,7) 
P=PR--.(5)^X 40=25 X40 

— 1000 watts, Ans 

or 1 Kw Ans 

Example' 

The resistance of the dash-light of 
a motor-car is 18 ohms, and is supplied 
from a 6-volt battery ^Vhat will be 
the wattage of the bulb? 


Solution- 

Using equation (1.8) 

E= (6)2 36 

^ ■ R~ -■= ■ 18'“ 

Example. 

An electric ironer uses 1100 watts 
w'hcn connected to a 220-volt supply. 
What current does it take and what is 
its resistance? If this ironer is used for 2 
hours, how much energy will be con¬ 
sumed? 

Solution ■ 

Using equation (1.6). 

P 1100 

= 220 * amps. Ans. 

Using equation (1.7) 

P 1100 1100 

( 5 ) 2 ' 

= 44 ohms. Ans 
Using equation (1.9) 

w=Pt= noox 2=2200 watt-hours. Am. 

or 2.2 KWH. Ans. 

QUESTIONS AND EXERCISES 

1 If a glow lamp takes a current of 
0 3 ampere when connected across 
a 240-volt circuit, what will be its 
hot resistance? [Ans. floOii,] 

2 . State and explain Ohm’s Law briefly. 

The heating element of an electric 
stove, Suitable for use on a 220-volt 
supply, is found to have a resistance 
of 20 ohms. What current will the 
stove take when connected to 220- 
volt mams? [Ans 11 A.] 

3. Show, with a circuit diagram, the 
grouping of 8 cells as (a) all in 
series, (b) in two parallel groups of 
4 cells in series, and calculate the 
voltage and resistance between the 
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terminal m each case, assuming that 
each cell gives 1 2 volt, and has a 
resistance of 0 8 ohms. 

Ans. (a) 9 6V.; 6.4 “I 

(b) 4 8 V; 1.6 J 

4 Name the units of resistance, e m f, 
current, and potential difference. 
Four batteries, each of two volts 
and kept in series, form the supply 
to three resistance coils, in senes, 
each having a resistance of 50 ohms. 
Calculate the current in the circuit, 
and the potential difference between 
the ends of each resistance coil. 

[Ans. 0.0533 A; 2.67V.] 

5 Three resistances of 6 ohms, 9 ohms 
and 18 ohms respectively are con¬ 
nected in parallel, and this group of 
three resistances is placed in senes 
with a single resistance of 3 ohms 
and a battery of 24 volts having neg¬ 
ligible resistance 

Find the total current taken from the 
battery, and the current passing thro¬ 
ugh the 6-ohm resistance. What 
would be the values of these currents, 
if the battery has an internal resist¬ 
ance of 4 ohms? n Ans. 4A;2A“| 

and 2.4A; 1 

L i.2aJ 

6 . A coil is wound with copper wire, 
20 metres long and of square cross- 
section of 0.5 cm X 0.5 cm If the 
specific resistance of copper is 1.7 
micro-ohms per cm cube, calculate 
the resistance of the coil. 

[Ans. 0.0136 ] 

7 Two exactly equal pieces of copper 
are drawn into wire: one into a 4m 
long wire, and the other into an 8 m 
long wire. If the resistance of the 


shorter wire is 0.5 ohm, what would 
be the resistance of the longer wire? 

[Ans. 1 415 51,] 

8 The resistance of a coil of wire at 
20'’C was seen to be 45.2 ohms. As 
the temperature increased to fiO^C, 
the resistance increased to 46.00 
ohms Calculate the temperature 
co-efficient, o( of the wire 

[Ans. 4.425 x lO"' / °C] 

9 A certain heating element is made of 
nichrome wire, which has a tempera¬ 
ture co-efficient o( 20= 0 0004. If 
the coil has a resistance of 20 ohms 
at 20®C, what is the operating tem¬ 
perature when its resistance has in¬ 
creased to 20.2 ohms? [Ans 500“G] 

10. Distinguish between Power and 
Energy, and state their respective 
electrical units. What is the watt¬ 
age rating of an electric lamp, the 
filament of which has a resistance of 
400 ohms, when the potential across 
its connecting terminal is 200 volts? 

[Ans 100 W] 

11. An electnc motor operating on 
D.C takes 360 amperes at 230 volts 
and has an efficiency of 90%. How 
much power will it deliver? 

[Ans. 74,5 Kwh] 

12 When the electrical energy is sold 
at 5 paise per Kwh at a place, and 
the monthly bill comes to Rs. 3 75, 
calculate the electrical energy con¬ 
sumed in kilo-watt-hours 

[Ans 75 Kwh] 

13, Distinguish between conductors and 
insulators. Name a few conducting 
and insulating materials. 
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)A ;iyr^GNjET IS a piece of metal fhat 
^ [attracts, certain other metals Tliis 
afcbmction is.. kna\vn ,as 171?gnetism The 
eatliesjtt known magntit (is,the ,I^q(E|estone, 
possessing,.'theprppertyi'' of, attracting 
iron particles naturally. This is a 
hataral’j mdgnetj 'Thfe wprd . ‘magnet’ 
has' eome fromli its: placbc of discovery, 
tte:’.towh of Ma^iidsia im 'Lydia, Asia 
IVffihonmThis'rtiatbrialihasi little practical 
Value)'itdday exceptj.as' a initseum-piecc 
or'ian, dhyfect' of laboratory curfesity* be- 
fatisB' df 'the tosufEcientiifOroeiof: attrac- 
ffdd (fhfati’it' dan produce in comparison 
with modern artificially-made permanent 
iWdgriOfs.' '’TK'e fMee ' knto'wh' elements 
Mtit’^ckhd^ci'Sh 'iliitgiicfiSed afc mon, mc- 
M’lAnd cdfealt, Irdn' is fat stiperior to 
the other lW6''dlcmdMs in.-this respect 
B 4 t cettaln alldyk of iron make even 
stronger magnets than pure unallowed 
itofi ' ‘ ' '' ' 

111'’, j I I'; I); 'J iVj 1 T- 

All 'niattisr "'is'' rilA'de Y'up bf atoms 
fli£igndWsili''is b'fdddded ’Bl efect'rbhS as 
they rgyolye ^'koo'tit:'' ^tHe'-'ndbleli^'" 6 f' an 
aroffi, as slibfvn in Fig 2 1 In a non- 
pi^gnetic m^tal, ^..the, ^plqctrpns, within 
fije! atoms rota^Cj’ inJ^ip^der^’y patterned 
orbits^ as shown in'^Fig ' 2 . 2 (a) '\Vlien 
the metal has been magnetised, the 
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ll.l'V/ '.’fi' I MffI , I 

clectiions within, laigo, groups of atoms 
get ■ .'thfemiselves,,, reoriented, and this 
resyiltS/fn tlipir njoving in the same 
Birectioh, oSjpiay lie seen in h’ig, 2 , 2 (b). 
tliijder |this condition, the magnetism of 
all the electrons gets added together and 
the /rnetpl - becomes' ai magnet. 
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> Permanent i 

ykgWfete'th^t exist''nattrially of arc 
nii'de' aftrflfcially niay be divided into 
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{'li”)! Tenlpoftity' ' hiagnet^^'A ' magnet 
T' ’ Wllicll’iloses'its nitignetism with the 
'" 'rhivitlitlrtlwal of imagilfetizing force is 
'' i'"kW0wi!i'ap':S Rmpoiary'magnet^ 

") ■ I'll 1 i'' 1 1111 ‘ I,,' ■ I 

, The Strength of a Permanent 
Afagnct 

The strength of a magnet depends 
on the number . of electrons lined up 
and cii'clmg ' in' the' ‘ same 'direction. 
Whdri'f'hH'nulhbet'of'electrons is small, 
the'i’fftngtf]' df the inagnet will also be 
Small' A'datge 'number of electrons 
llhed'up’ahd''clrclihh in 'the same direc- 
ficih Hvill' rriakd 'h stfohget 'niagnet When 
a)|j,thp,,,q|eptropp^ ip^ a ip^gpet, ,arp lined 
up by magnetisation, the 'strength of the 
magnet can no longer be increased. 
Under this, condition, the magnet is 
said to be saturated. 




Fig. 2.2. Movement of Electrons, (a) when 
jrnp . I,.' not ,jMagp(fpsp4 |(;b),,,when 

. Aiaguftised , 

‘)i!i M u if. !, « ivr u' ‘it i ' 

2-^J Alagjn^'tic'Pol6s ' 

j 3 f. magnet 'is ’ susfiended by ' means 
of fa'''thread tiedf aUit? middl^p one will 
seB'thlat'it alwaysI’refeainsdi'n'the norhh- 
sohth(itddtectionh!hThei'i..<woi ends lof a 
magnet pointing towards north .'ahd' 


south are known as the poles The end 
pointing towards t^ie north is known as 
the ndtth'poie 'and the'one ppintiiig to- 
Wards thfc south' is'c'iilled the south pole. 

I I.'I. I" i .. I 'l, K, , M ,i I 1 




Fig. 2,:(. Attraction and Repulsion between 
two Bar-magnets 

When the noW!h'pblei”ofibne) magnet is 
brbughtineaf'the Vouth pole ‘ of > another, 
the m^gtifeW are found' to''^‘ 'attrao't each 
oth^r, as‘ ‘Showh' in "Fig- '2'. 3 (a)'."' When 
the north pole’of'bnb maghet brought 
near ■ the tidtth’ pole of" I anbtlier, the 
niagnets hrb found' to repel' 'each other, 
as showii' in Ifig.3'(Jb)'''’'TliiS phebo- 
nidrion iS'known as the daw of magnetic' 
attraction and repulsion. We may say in' 
general that uhlikb ’ mugfiftic.' poles' ’ah 
tract, and 'like magnetic 'poles' repel each' 
dth'crj d ‘ ”' ' ' '■ ''"1 ■'I' j ' ''i 
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CHAPTER TWO 


2-4, The Magnetic Field 

The magnetic field or the field of 
force is the space around a magnet, in 
which the forces of attraction and re¬ 
pulsion exist. We cannot see this field 
of force, but the presence of the field 
can be felt because of tire magnetic 
forces acting in the region To visualise 
the magnetic field, Michael Faraday 
used the expression “lines of force” for 
the fiist time, and pictured these as 
symmetrically distributed and surround¬ 
ing the magnet. These are imaginary 
and invisible lines, emanating from a 
north pole and ending at a south pole. 
Another term, “flux”, is used to indicate 


pointing south, is called the south pole 
of the needle The magnetic field sur¬ 
rounding a Bar-magnet, a U-shaped- 
magnet, and an E-shaped-magnet is 
shown 111 Fig 2 4(a), (b) and (c) res- 
IDCctivcly One can reach the following 
conclusions after studying the sketches 
in Fig, 2 4' 

(i) the magnetic fields surrounding 
the uniformly constructed magnets, as 
shown by the pattern of the lines of 
force, are always symmetrical, unless 
they are disturbed by the presence of 
another magnetic substance on the path; 

(ii) a compass needle placed any- 
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Fig. 2.4,. Field Patterns of the Magnets of Different Shape 


the magnetic lines of force in general. 
A small compass needle, which is noth¬ 
ing but a small magnet, will trace a path 
corresponding to a line of force when 
the needle is moved from a north pole 
to a south pole. A compass needle, 
when pivoted or suspended from its 
centre and left to itself, will always 
point m a north-south direction This 
fact proves that the earth itself is a sort 
of magnet. The end of the compass 
pointing in a north direction is called 
the north pole, and the other end 


where in the magnetic field will always 
point its north-pole in a direction along 
the lines of force, as in Fig. 2.4; 

(lii) the lines of force have direction, 
and are always represented as leaving the 
north and entering the south pole; and 

(iv) the greatest field intensity, i.e., 
the line of force per unit area, always 
occurs near the pole surfaces and dec¬ 
reases with increasing distances from the 
poles. 
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2-5. Magnetic and Non-magnetic 
Materials 

The magnets attract some metals 
and do not attract others The metals 
ndnch are attracted by a magnet are 
called magnetic materials. A magnet 
can be made out of these materials. 
Iron, steel, cobalt and nickel belong to 
tins class of materials. The metals, that 
are not attracted by magnets, nor capa¬ 
ble of being made into a magnet, aie 
known as non-magnetic materials Cop¬ 
per, aluminium, gold, silver and lead be¬ 
long to this class. Most of the non- 
metallic materials also belong to this 
category. Cloth, paper, glass, porcelain, 
plastic and rubber also are non-magnetic 
materials. 


Permanen-i Induced lyiduced 



ItCfl b<3r 


Fig. 2.5. Magnetisation by Induction 


Tlie strongest and the best perma¬ 
nent magnets can be made out of some 
metal alloys. The common alloys for 
this purpose are; (i) Alnico (alumi¬ 
nium, nickel, iron and cobalt); (ii) Vi- 
calloy (vanadium, iron and cobalt); 
(lii) Permalloy (nickel and iron or co¬ 
balt-nickel and iron). Weaker Perma¬ 
nent Magnets can be made out of hard- 
tempered iron or steel. Temporary 
magnets are usually made of soft iron 
or nickel. 


2-6. Making Permanent Magnets 

Fig 2.4(a) shows the symmetrical 
magnetic field of a bar magnet. If a 
bar of iron is brought near the magnet, 
as shown in Fig 2,5, the lines of force 
shown 111 Fig, 2 4(a) change their path 
and are drawn towards the iron bar 
The reason for this is that iron is magne¬ 
tically more conducting than air, and 
so can accommodate a greater number of 
lines of force. Usually this ability of 
iron IS known as permeability. This 
concentration of flux makes the iron 
piece move towards the magnet Under 
this condition, i.e, under the action of 
the magnetic field of the permanent 
magnet, the atoms in the iron get 
themselves so reoriented that the elec¬ 
trons in it are lined up and circle in 
the same direction. So the iron bar 
is now magnetised and it develops the 
poles, as shown in Fig. 2.5. 

This process of making a magnet is 
known as magnetisation by induction. In 
actual practice a magnet is made, using 
this principle of induction, by stroking 
the object to be magnetised over a per¬ 
manent magnet The strokes must be 
made in one direction only, i.e., either 
from the north pole to the south pole, 
or from the south pole to the north 
pole. A magnet can also be made by plac¬ 
ing the object near and parallel to the 
permanent magnet, as shown in Fig. 2,6. 
Flowever, only a weak magnet can be pro- 
du'Uid by this method. 

To make a strong permanent mag¬ 
net, a device called “Magnetiser" (to be 
described later) is used. Most of the 
, permanent magnets used in industry 
are made by using this apparatus A 
magnetiser has a U-shaped magnetic 
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2-7. Uses of^ Permanent 'Magiiet 
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face of metal castings and finislied pro¬ 
ducts in foundry, forging and machine 
'T.shop work, by a process called “Magna- 
flux" By this process, the object to be 
tested is first of all magnetised and 
then, an oil containing small particles 
of iron is applied The particles are at¬ 
tracted to the surface of the object and 
form an irregular pattern of distribution 
around the defect This irregular pat- 

ternnifilTiultirpatpjy.jlepd, -tpj -the rlocamcm 

of the defect. 


2-8. Temporary Magnets 

toii'.q tr'jd Jilt bmi or! I 

V -'I■'I The JmagtletS'i d^bonjflrtfi retain 

Tfhcif/^sfength'iBftef thtJ’fextetpsdanSagne- 
fBIIlfc) fOr^eV • arb 1 reniflfledof.Qqsnrcjffldd 
tefiipiSfrkry hialiielis!!! Thesei'lilagnets-' are 
-liditallyo made'' ofnsoft ijctttibcratr 'allraf 'of 
-(I'ickel fiindf itOO'. i-Thsy can c'beh* iliade 
-Wfth''^fhg''Kel>b^^)f pfemianbnt rhagnetSiibV 
iMdcItoitf/oTheyicaih ialso?teipiade with 
I ’-SfeWitiEity. Thdse ttnagnets tetain. the 
mia’gribtic behdviourHmly f lasi itong .-as7 the 
magnetising force is present, .ladoin k • 
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Fig. 2.8. Magnetic Field Produced by a Straight Current carrying Conductor 


2-9. Magnetic Effects of Electric Current 

Oersted, a Danish scientist, disco¬ 
vered that a magnetic field encircles a 
straight wire carrying current, as shown 
in Fig. 2.8(a) and (b). The direction 
of the magnetic field can be seen by 
placing a compass-needle on the hori¬ 
zontal card-board, and will be as shown 
in the figure for the direction of the 
current indicated. If the current-direc¬ 
tion IS reversed, the magnetic field direc¬ 
tion will also be reversed The number 
of magnetic lines of force will increase 
with the increase of current through the 
conductor, as can be seen by compar¬ 
ing Figs 2.8(a) and (b). The idea of 
Oersted led to further discoveries con¬ 
cerning the magnetic effects of electri¬ 
city. These effects are also produced by 
coils formed by bending wires into cir¬ 
cular shapes and carrying cunent in 
them. The following important observa¬ 
tions are made from an experiment 
conducted with a straight conductor, as 
shown in Fig. 2.8(a) and (b). 

(i) The magnetic lines of force 
surround the straight conduc¬ 
tor in concentric circles. 

(ii) The flux density, le, the lines 
of force per unit area, is in- 
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Fig. 2,9. Cork-screw Rule of Magnetisation 


versely proportional to the dis¬ 
tance from the centre of the 
conductor. 

(lii) The direction of encircling lines 
of force may be determined by 
the right-hand rule, which sta¬ 
tes that if one grasps the 
straight conductor with the 
palm of the right hand so that 
the thumb points in the direc¬ 
tion of current, the encircling 
fingers will indicate the direc¬ 
tion of the lines of force around 
the conductor, as shown in 
Fig. 2.9- TTiis rule is also 
known as the cork-screw rule, 
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CIIAPTEJl TWO 


because if the axial movement 
of a cork-screw represents the 
direction of current, then the 
clockwise rotation of the screw 
represents the direction of lines 
of force 

2-10. The Solenoid 

To produce appreciable and strong 
magnetic effects by a straight conductor, 
a very large current is necessary but this 
may cause many difhculties, If, how¬ 
ever, the straight conductor is bent in 
the form of a coil, also called a solenoid, 
a smaller current would produce a stron¬ 
ger magnetic effect, as shown in Fig 
LlO. It can be seen from this figure 
that the lines of force shown dotted are 
obtained from the same basic principle 
as for a straight conductor, Now these 
lines of force, from all the turns of the 
coil added together, give the resultant 
lines of force indicated by the full line 
m the figure The resultant magnetic 
field of the coil or solenoid shows that 
the flux emanates from the lower end 
and enters at the upper end, i.e,, the 
lower end of the solenoid behaves like 
a north pole and the upper end like a 
south pole. Considering the facts stat¬ 
ed above, a general rule about the pola¬ 
rity of a solenoid can be established 
thus; looking at the solenoid in the 
direction of its axis, if the current ap¬ 
pears to flow in the anti-clockwise 
direction, this end would be a north 
pole; whereas if the direction of the 
current appears to be clockwise, then 
the end under consideration would be a 
south pole. A practical solenoid is a 
coil of insulated wire wound around a 
paper-tube or some other hollow tube 
of a length much greater than the dia¬ 
meter of coU. 
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Pig. 2.10. Magnetic Field in a Solenoid 


If a soft iron piece is placed near and 
along the centre-line of a solenoid, and 
current is passed through it, the soft 
iron, or “Plunger”, as it is called, will 
be attracted inwards by the solenoid as 
it is magnetised by induction. If the 
plunger has a connecting mechanism, its 
movement can be utilised to control 
various devices, like switch, relay, valve, 
etc. A solenoid plunger device is shown 
in Fig. 2.11. 


2-II. The Electro-magnet 

An electro-magnet is made by having 
a solenoid wound on a soft iron core. 
Because of the high permeability of the 
iron, a much larger number of magne¬ 
tic lines of force is established by the 
solenoid The use of soft iron core is 
necessary to have no magnetism left in 
it when the solenoid is de-energised. A 
solenoid with and without soft iron 
core is shown in Fig. 2,12 
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Fig. 2.11. Movement of a Plunger in a Solenoid 


J’lic strength of an electro-magnet 
depends mainly on 

ii) the strength of the current in 
the coil, 

(ii) the number of turns of the wire 
Avith which the coil is wound, 

(iii) the material of the core, and 
(hO the size of the core and the 

general construction or design 


2 12. Effect of Wire-size on the Strength 
of Electro-magnet 

The force exerted by the core of an 
electro-magnet depends on the number 
of ampere-turns. If the resistance of a 
coil of N turns IS R ohms, and the volt¬ 
age of the source to which the coil is 
connected is E volts, the number of am- 


For a given size and material of the 
core the strength of a given electro-mag¬ 
net will depend on the product of current 
and the number of turns called Ampere- 
turns By Icccping the ampere-turn the 
same, a magnet of a required strength 
can be obtained by many combinations 
of current and the number of turns 

The polarity of an electro-magnet can 
be obtained by applying the same rule as 
for a solenoid 



perc-tuins will be 



N 


In gene¬ 


ral, the supply voltage to which the coils 
of electro-magnets are connected is more 
or less constant, so that E will be assum¬ 
ed to be constant If we assume also 
that all the turns of wire of given size or 
cross-section have the same length, then 
the resistance of each turn of coil will be 
equal. Now, if we double the number 
of turns, beeping the size of wire the 
same, then the ampere-tums will be 



Fig. 2.12. A Solenoid with and without Magnetic Core 
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E E 

= -^X2N=-^XN, 

which shows that changing the num¬ 
ber of turns will not change the 
strength of the electro-magnet If, how¬ 
ever, the size or cross-section of the 
wire is changed, say, to half of its previ¬ 
ous value, then for the same material 
and length of each turn, the resistance 
per turn will become double (according 
to the law of resistivity as shown in the 
previous chapter). Therefore, for the 
same number of turns, N the ampere- 

turns, will become x N, which 

is now half its previous value. This 
means that the strength of the electro¬ 
magnet will also come down to half its 
previous value. So we see that for a 
given number of turns of the same mate¬ 
rial and supply voltage, the number of 
ampere-turns will change almost in direct 
ratio to the cross-sectional area or size. 

The power consumed by an electro¬ 
magnet will depend on the voltage of 
the source to which it is connected and 
the resistance of the coil. If the voltage 
is E and the resistance is R, then the 
power consumed, as shown in the pre¬ 
vious chapter, will be equal to . 

R 

Example: 

The coil of an electro-magnet is 
wound with 1000 turns of wire and 
takes 200 watts from the supply when 
energised. Assuming that additional 
turns of the same size of wire will in¬ 
crease the resistance in direct proportion, 
how many turns will have to be added to 
the coil in order to reduce the power 
input to 100 watts at the same supply 
voltage? 


Solution: Using the equation for power. 



E® E® 

P = 200=-r— ; and P„=100=— 5 — 

Kj Kg 

Pi 200 E“ R® 

P 2 ~ 100 Rj ^ E“ 

R® 

or ——=2 , or Ra=2Ri. 

Tlierefore, the number of turns necessary 
is 2 XlOQO =2000, 

and the increase in the number of turns 
2000-1000 = 1000 Ans. 

Example: 

An electro-magnet is wound with a 
certain size of wire and the coil has a 
resistance of 80 ohms When connected 
to a supply of 120 volts it exerts a pull 
of 20 kg. If it is given that a 60% in¬ 
crease in the number of ampere-turns 
would increase the pull to 30 kg, deter¬ 
mine (i) the relative size of the wire to 
he used in the new coil, (ii) the approxi¬ 
mate resistance of the new coil, (iii) the 
approximate power input to the new coil. 
(Assume physical dimensions of both the 
coils to be the same ) 

Solution- 

( 1 ) Since for the same supply volt¬ 
age the number of ampere-turns is practi¬ 
cally proportional to the cross-sectional 
area of the wire, the new size of wire 
should be 60% larger or 1.6 times as 
large as the original wire. 

Therefore, the relative size is 1 6 
times larger. Ans. 

(ii) Ampere-turns ATi=-7^XN,; 

AT^=~XN2. 

Since the space available for the coil is 
the same, an increase in the size of wire 
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Will result in a decreased number of 
turns 


Thercfoie, N 2 = 

AT ,2 

1 6 

AT, 


or R 2 = - 

80 

(16/' “ 


80 

ExNi 


1.6 

E N, 

R. ^ iX X 

= 31 1 ohms Ans. 

120 

(m) Cuucnt l., ~ ^ —3.86 amps 

Power input = 120 X 3 86 —464 watts Ans. 

The power taken by original magnet was 

(120)2 120X120 

- - - =-^ = 180 watts. 

80 80 


Pr= 


2-13. Magnetisation Characteristic of 
Iron and Steel 

The strength of an electro-magnet, 111 
terms ot the number of lines of force it 
pioduces, will depend, among other 
things, on the number of amperc-tuins 
developed by the exciting coil or coils 
For a given number of turns, therefore, 
the flux will depend upon the value of 
the currcnl. Tlie relationship between 
the flux-density (lines of force per unit 
area of cross-section) and the magnetis¬ 
ing foicc in ainpcre-turns is known a.s the 
“magnetisation characteristics” An ai- 
rangement for determining this charac- 
tcii.stic IS shown m Fig 2.13. htaiting 
With an unmagnetised core, if the cuiienl 
in the circuit is increased gradually from 
zero with the help of the rheostat, it 
will be noticed that the flux density (B) 
will increase m direct proportion with 
increase in ampere-turns (NI) up to a 
certain limit, as shown in Fig 2 14. This 
limit IS reached at the point S. Beyond 
this point the flux-density increases at a 
slower and slower rate with further in¬ 
crease in the ampere-turns or magnetis- 



Fig. 2 . 1 : 1 . Circuil Arraneement ^ for Dctct- 
mining the Magnetisation Chat-ac- 
teristic 

iiig force (11) The shape of the magne¬ 
tisation eharaclciistic will depend on the 
magnetic property of the material of the 
core These characteristics are very im- 
1 X 11 taut for the makers of electro-mag¬ 
nets, clcctro-magnctic devices and ma¬ 
chines 

In the curve of Fig 2. H wc can ,sce 
that it is a straight line np to point S and 
then gradually bends rather sharply in 
the direction of X-axis np to point T 
beyond which the bend is inappreciable. 
From and above the /.one S'l' of the 
characteristic, known as the knee, the 
iron is said to become saturated The 
degree of saturation is low at the knee, 
and IS higher and higher with increasing 
values of ampere-turns beyond this point. 
Note carefully that saturation is a condi¬ 
tion of the magnetic material when mag¬ 
netised, and this indicates that the flux 
increases only slightly with further in¬ 
crease in the magnetising force Most 
of the clcctro-magnetic devices and ma¬ 
chines work at a flux-densitv correspond¬ 
ing to a point just above the knee of the 
characteristic. Tlie ratio B/H for any 
particular magnetic material gives its 
permeability. 
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2 - 14 . Flux, M.M.F. and Reluctancj 

One of the characteristics of magnetic 
lines of force is that each line is a closed 
loop. For instance, in Fig. 2.15, the dott¬ 
ed line represents flux established in the 
core The complete closed path of the 
magnetic lines of force is referred to as a 
magnetic circuit. 


In an electric circuit the current is due 
to the presence of an electromotive force 
By analogy we may say that in a magnetic 
circuit the magnetic flux is due to the 
presence of a magnetomotive force 
(M.M.F) caused by current flowing 
through the winding of one or more 
turns. The unit of M M.F is the am¬ 
pere-turn. So in Fig. 2,15 the MMF 
acting in the magnetic circuit is NI am¬ 
pere-turns. If ihe magnetic circuit is 
homogeneous and of uniform cross-sec¬ 
tional area, the M.M.F. per metre length 
of the magnetic circuit will be called the 
magnetising force or magnetic field 
strength, and will be represented by the 
symbol H. Referring to Fig, 2.15, 

T, NI 

-^—ampere turn/ meter 


The magnetising force (H) and the 
flux-density (B) are related by the abso- 
^ lute permeability (fi), so that B=f, H. 

If the area, through which the flux is 
passing, is denoted by A, then flux 

AH. 

Substituting the value of H m terms 
of ampere-turns and length, we obtain 
for flux the expression 




NI ^ M.M.F. 

—p-or fluxr=——-- 

L Reluctance 

nA. 


where the flux <i> is in webers, I 
in amperes, L in metres, A in square 


metres, N the numbci of turns and 
the absolute permeability 



Mg. 2.14, The Magnetisation Characteristic 
of a Magnetic Material 


We can see from the above that this 
expression has a similarity with the one 
in electric circuit, i.e., 

E.M.F. 

current—: - 

Resistance 

so that the flux, M M.F. and reluctance 
in the magnetic circuit are analogous to 
current, E M.F., and resistance in the 
electric circuit. 

The reluctance is expressed in 

ampere-turns/weber. The absolute per¬ 
meability /i=4?rx lO"’ X where /xr is the 
relative permeability of the medium in 

which the flux is produced, fxr for air= 1 
and for iron and steel this may be seve- 
lal hundreds. Permeability is not con¬ 
stant when the iron is saturated be¬ 
cause the ratio B/H varies with satura¬ 
tion as may be seen from Fig. 2.14 

Calculations for series, parallel and 
series-parallel magnetic circuits can be 
done on the same principle as for elec¬ 
tric circuits. 
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2-15. Pull Exerted by Electro-magnet 

The pull exerted by an electro-mag¬ 
net is given by (Fig 2.16) 

B“A 

8^X10-’ 

where, B - flux-density in wc- 
beis/sq. metre 
A - cross-sectional area 
in square metres 
P — pull in newtons, 



2-16 Force Between Two Parallel Con¬ 
ductors Carrying Current 

It has been found by experiment 
that two parallel conductors carrying 
current in them experience a force acting 
between them. 'Noether the force is 
attractive or repulsive depends on the 
relative direction of current in them 
In Fig. 2.17(a), we see two parallel con¬ 
ductors, A and B, placed apart at dis¬ 
tance 'd', carrying equal current I in the 
same direction Tlie magnetic field or 
the lines of force established by each 
conductor is shown in Fig 2 17(b) and 
the resultant magnetic field in Fig. 
2.17(c) Looking at Fig. 2 17(b) we can 
see that the lines of force due to con¬ 
ductors A and B are opposing one ano¬ 
ther in the space in between the con¬ 
ductor, and helping one another out¬ 
side the zone so that the resultant lines 



Fig. 2.16. Force of Attraction by an Electro¬ 
magnet 

of force would tend to encircle both the 
conductors As the lines of force al¬ 
ways follow the path of minimum re¬ 
luctance (since current follows the path 
of minimum resistance), they tend to 
bring the conductors closer and closer; 
because only by this action can the 
length of the path of lines of force and 
hence the reluctance be reduced. This 
means that the conductors are attracted 
lo each other. So, we can deduce a 
general rule from this, namely, that 
parallel conductors carrying current in 
the same direction are attracted to each 
other. 

In Fig. 2.18(a) are shown two con¬ 
ductors carrying current in opposite 
directions. Fig 2.18(b) shows the 
magnetic field produced by them. We 
see here that in the space in between 
the conductors the lines of force due 
to A and B help one another resulting 
in their being concentrated Because of 
this, the lines of force tend to push the 
conductors apart to get more space for 
a more even distribution of them. This 
means that there will be a force of re¬ 
pulsion between the conductors. So we 
can infer another general rule, that 
parallel conductors carrying current in 
the opposite directions are repelled by 
each other, 




40 


CHAPTER T'W'O 


/ ^>- 


/ / '' ' '' 

!&1 


I 
I 

I if 
\ \ I 
\ \ ^ 


\ 

I 

^ I 
/ ' 


/ 


/ 


aHraeiion 

fc) 




3-A 


3-B> 


(a) 


,/ 


/ 


Ti:©>) 

' <®> 

(b) 




t 

'' ^ 

/\ 


Fig. 2.17. Force of Attraction between Current-carrying Faiallci Coiiductois 


'I'lic Force per metre length ot con 
ductoi is given by an expression- 

, 1 | 4 

F=2XU'''’- -—newtons, 
a 

where It and I 2 are the currents in the 
two conductors respectively in amperes, 
and d is the distance ui inctics that 
scpaiatcs the two conducloi.s 

2-17 Conductor Carrying Current in a 
Magnetic Field 


T 

d 

1 


3hA 

1 

V 

3-B 
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(at) 
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\ .'T' 
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1 


' ■ 1 y 
; 1 


\ 


repulsion 

(b) 


We sail' earlier that tlic direction 
of magnetic field can be determined by 
a compass-needle which is nothing but 
a small magnet. If a compass-needle is 
placed near a current-carrying conduc¬ 
tor, the needle will be deflected in the 
appropriate direction This deflection 
means that the small magnet has experi¬ 
enced a force. This force can also be 
felt in the current-carrying conductor, 
if it is fiec to move and if flic small 
magnet is held stationary. This is ex¬ 
plained by Newton’s Third Law of 
Motion, which states that eveiy action 
has an equal and opposite reaction. Tlris 
action is nothing but the interaction of 
the two magnetic fields—one hy the cur¬ 
rent-carrying conductor and the other by 
the compass-needle. We can study the 
direction of this mutual force hy consi- 


l-ig 2.11!. I'oicc ol Kepulsion betwciin Cur¬ 
rent-carrying Parallel Conductors 

dcriug Figs, 2 19(a) and (b) In Fig (a) 
wc consider a conductor carrying no 
cuirent and placed in the main magnetic 
field produced by poles N and S with 
its axis at right angles to the field. The 
field distribution is seen to be uniform. 
In Fig. (b) the conductor is cairyiiig a 
current in a direction of “going into the 
paper.” By applying the right-hand or 
cork-screw rule, the direction of lines 
of force around the conductor, due to 
the current in it, will be clock-wise. 
This means that the flux due to the 
conductor will help that of the main 
field at the top and oppose it at the 
bottom of the conductor, Tliis will 
result in the crowding of lines of force 
at the lop and thinning of them at 
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the bottom of the conductoi, so that the 
lines of foicc lending to slraighicn out 
at the top will push the conductor in a 
downward direction. We can obscr\c 
an important rule working in this phe¬ 
nomenon, that is, the magnetic field, the 
direction of current and the direction of 
force exerted on the conductor are all 
mutually at right angles to one another 





(a) 


conscc[ucutly leads to a largei force 
Similarly, if the main field strength is 
increased it will produce a larger num¬ 
ber of lines of force; and for a given 
current, the number of lines on one 
side will increase, resulting in an in¬ 
creased force, Also, the total force on 
the conductor will depend on the por¬ 
tion of its length, that is, in the main 
magnetic field 'I'his is so because the 
portion outside the mam field may 
carry cuiTent and have its own magne¬ 
tic field, but unless there is another 
field thcic can be no interaction, no 
field distortion and hence no force 


lug. 2.19. A Cur¬ 
rent-carrying 
Conductor in a 
Magnetic Field 


^orce 

(b) 

If the direction of current is le- 
versed, the field produced by the con¬ 
ductor will now become anti-clockwise, 
resulting m a crowding of flux at the 
bottom of the conductor and hence a 
force pushing the conductor upwards, 
i.e, with the reversal of current, the 
direction of the foice will also reverse 
if the direction of the main field re¬ 
mains the same. The same result will 
be obtained if the main field is reversed 
without reversing the current. It the 
current and the mam field aic both re¬ 
versed, the direction of force acting on 
the conductor will remain the same 



In general il is true that the force 
on a conductor carrying current in a 
magnetic field will be proportional to 
the product of flux-density due to the 
main field (B), the current magnitude 
m the conductor (I), and the length of 
the conductor within the main field, 
akso known as the “active length” 
fl) This foice (F) can be written as 

F newtons 

where, B —the flux density in we- 
bers/sq. metre 

1 current in amperes 

I — length in metres 

The webci is a large unit, and either 
the milliweber (mWb) or the inicro- 
weber (Wb) is often more convenient 
to apply, where, 

1 milliweber - lo-" weber 
and 1 microweber - lo-® weber. 

2-iS. Electromagnetic Induction 


It is evident from Fig. 2 19(b) that 
as the current increases, the distortion 
produced also increases resulting in 
higher concentration of lines of force 
on one side of the conductor; and this 


The principle of obtaining electnc 
current with the help of magnetic flux, 
discovered by Michael Faraday in 1831, 
is known as the electro-magnetic induc¬ 
tion He wound two coils A and B on 



42 


CHAPTER TWO 



Fig. 2.20. Electromagnetic Induction in a 
Coil Placed on the Magnetic Cir¬ 
cuit of another Coil 

an iron ring R, as shown in Fig. 2 20, 
and observed that as soon as the switch 
S was closed, a deflection in the galva¬ 
nometer G was obtained When the 
switch was opened, there was again a 
deflection of the galvanometre but in 
the reverse direction. He also noticed 
that when a permanent magnet SN was 
moved relative to the coil C, as shown 
m Fig 2,21, the galvanometre showed 
some deflection. The deflection was in 
one direction when the magnet was 
moved into the coil, and in the oppo¬ 
site direction when it was taken out of 
the coil. It was also noticed that in 
both cases the deflection increased when 
the magnet was moved quicker 





Fig. 2 21. Hlectromagnetic Induction jn a 
Cod due to the Movement of a 
Magnet 

which cuts or links the conductor of the 
coil. So, when the magnet is moved, 
the flux of the magnet cuts or links the 
coil at a rate determined by the rate 
of the change of position of the mag¬ 
net Hence, when there is a relative 
motion between a conductor and a mag¬ 
netic field, an e.m.f. is induced in the 
conductor. The magnitude of this e.m f. 
is determined by the rate of change of 
flux cutting or linking the coil. 

2-19. Direction of Induced E.M F 

There are two methods of determin¬ 
ing the direction of the e.m.f. induced 
or generated in a conductor due to a 
magnetic field; 

(1) Fleming's Right-hand Rule, and 

(2) Lenz’s Law. 


This experiment proved that electri¬ 
city can be induced in a conductor by 
the movement of a magnetic field re¬ 
lative to the conductor; it also showed 
that the magnitude of the cunent pro¬ 
duced depended on the rate of change 
of this relative motion. 

We see from Fig. 2.21 that the gal¬ 
vanometer circuit is a closed loop. To 
make a current flow in this loop an 
e.m f. is necessary. And this e.m.f. is 
caused by the movement of the magnet 
relative to coil. This magnet has a flux 


Fleming’s Right-hand Rule states that 
if the first finger of the right hand be 
pointed in the direction of the magnetic 


Thumb, 

islireciian cf metloi 
of Conductor j 
rehiht to tlux{^ I 



First Fihgtr, 
Magnttie Flux 


Second Fsngcr, 
dtreoifon oflpaueed 

ff-M F 


Fig. 2.22. Direction of Induced E.M.F. 

according to Fleming’s Right-hand 
Rule 
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flux, as shown in Fig 2 22, and if the 
thumb be pointed m the direction of 
motion of the conductor, rehtive to 
the direction of the magnetic held, 
then the middle huger will point in the 
direction of the induced e m f. when 
these three hngers are held at right angle 
With icspect to one anothei 

(One should try this many times 
with the right hand placing the hngers, 
as shoMTi in Fig 2.22, to get used to the 
rule.) 

The Lenz's Law states that the 
direction of the induced e m.f, i.s always 
such that it tends to set up a current 
whose effect is always such as to oppose 
the cause which is producing if The 
effect of current may be such as to op¬ 
pose the motion or the change of flux 
responsible for inducing the e m f 

Let us consider the application of 
Lenz’s Law for determining the direc¬ 
tion of induced e.m.f, in coil D of Fig. 
2 23 As soon as the switch S is closed, 
a current will flow from the battery E 
to the coil C in the direction shown by 
arrow. The coil C is wound in such a 
way that, owing to this current, the 
upper end of the coil would be a north 
pole, and the lower end, a south pole 
resulting in a clockwise directed flux in 
the core. Now this flux, which corres¬ 
ponds to the ampere-turns in the coil 
when current increases m the coil from 
its zero to the steady state value, tends 
to establish itself in a very short time. 
As this flux tends to grow, it links the 
coil D and an e.m.f. is induced in it, 
the magnitude depending on the rate of 
the change of flux Since the cir¬ 
cuit of coil D is closed, this induced 


X 



Fig. 2.2:!. Direction of Induced Current by 
Lenz’s Law 

c m £. would tend to circulate a current 
in it. According to Lenz’s Law, this 
current must oppose the cause which 
produced it. The cause in this case is 
flux due to coil C. To oppose this flux, 
an opposing flux must be produced by 
coil D, and this can be achieved only 
if the upper end of this coil becomes a 
north pole and the lower end a south 
pole due to the induced current in it. To 
produce this polarity the current must 
flow in coil D in the direction XGY, as 
shown m the figure, which is also the 
direction of the e.m.f. induced 

Next, let us consider the application 
of Lenz's Law for a conductor moving in 
a magnetic field as shown in Fig. 2.24 
(a). The conductor has been placed in 
a mutually right-angled direction with 
respect to the magnetic field and the 
direction of motion. When this conduc¬ 
tor moves in a downward direction, a 
current will flow in the closed circuit of 
the conductor due to an e.m.f, induced 
in it According to Lenz’s Law, the 
effect of this current must oppose the 
cause which is producing it. Tlie cause 
of this current is the induced e.m.f. 
which, in turn, has been produced by the 
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Fig. 2.24. Induced E.M.F. in a Straight Conductoi Moving in a Magnetic Fieltl 


downward motion of the conductor So, 
the induced current must flow in such a 
direction that it must, interacting with 
the flux of the mainfield, produce a force 
in the conductor, so as to try to move il 
in an upward direction. This can be 
achieved only if the current in the con¬ 
ductor flows in the direction shown in 
Fig 2 24(b), ie, the resultant lines of 
force must be such as to cause a crowd¬ 
ing of flux at the bottom of the conduc¬ 
tor. This direction of current is also the 
direction of the induced e.m.f in the 
conductor. 

It is important to understand these 
pnnciples carefully, as these will be 
necessary to understand the principles 
of electro-magnetic machines discussed 
in the next chapter. 

2-20. Uses of Electro-magnets 

The electro-magnets are especially 
suitable for application in various kinds 
of electrical devices and equipments, 
because (i) their strength can be con¬ 


veniently controlled by controlling the 
current and the air-gap, and (ii) they 
can be made in very large sizxs and of 
considerable strength. Permanent mag¬ 
nets do not have these advantages 

2-21 Bells and Buzzers 

These belong to the class of vibrating 
tvpc devices. norn.s, flash signs, signal 
turning lights, c^cctric .sharers, etc , fall in 
this class 

Fig 2.25 shows the various parts of 
an electric bell Before the switch is put 
on, the contact strip is held against the 
contact jromt bv the tension of .sirring, 
as in fig 2.25(a), This permiis cunent 
to pass through the coil of the electro¬ 
magnet when the voltage source is con¬ 
nected to the bell through a switch, Tlic 
electro-magnet gets magnetised imme¬ 
diately, and attracts the armature (the 
moving part) to the position shown in 
Fig. 2.25(b) This produces a bieak in the 
electric circuit by removing the contact 
.strip from the contact point This break 
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Fig. 2.25 Working Principle of an Electric Bell 


stops the current flow in the coil and 
the magnet is de-energised. The electro¬ 
magnet loses its strength and the arma¬ 
ture IS brought back to the original posi¬ 
tion by the spring, bringing the contact 
strip into touch with the contact point. 
Then the whole thing will repeat itself 
over and over again so long as the voltage 
source remains connected to the bell 
Usually a hammer is attached to the ar¬ 
mature which strikes a gong when attract¬ 
ed by the electro-magnet. This striking 
goes on intermittently, and so the bell 
rings. In a buzzer, the hammer and the 
gong are not present. The armature it¬ 
self strikes the core of the electro-magnet, 
and thus produces a buzzing sound. 

2-22. Relays 

A relay is a device in which a switch 
is operated by an electro-magnet Fig. 
2.26 shows a simple relay. Wlien the 
electro-magnet is energised, the armature 
is attracted and makes contact between 
two contact points, thus closing a circuit. 
A relay may also disconnect a circuit on 



Fig. 2.26, Working Principle of an Electro¬ 
magnetic Relay 


the same principle, i.e, the arrangement 
of the contactors would be such that the 
relay, when energised, will bieak a circuit. 
The use of relay makes it possible to con¬ 
trol a circuit from a distant place. The 
relay also makes it possible to control a 
circuit carrying larger current by using 
very small current in an electro-magnet 
Relays are used in various types of auto¬ 
matic and control devices, in power 
stations, sub-stations, etc. 
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2 -Z 3 Inductance 

In Chapter 1 we have seen that the 
voltage and current in a circuit are re¬ 
lated by Ohm’s Law. A current I amps 
would be established almost instantly in a 
resistor R ohms when a batten' of E volts 
is switched on to it But if the same re¬ 
sistor R is made by a piece of wire in the 
form of a coil wound round a magnetic 
core, it would take much longer time to 
establish the same current of I amps 
with the same battery voltage of E volts. 
When the battery is switched off the 
current will die down to /eio immedia¬ 
tely for a pure resistor, but will take 
some time in the latter case of the same 
resistor in the form of a coil. This pheno¬ 
menon is caused by the e m f of self- 
induction. A current flowing through 
the coil will produce a magnetic field 
which is linking it. When this current 
tries to change its value, the magnetic 
flux linking the coil will change simulta¬ 
neously. The rate of change of this field 
will be determined by that ot the current 
This rate of change of flux linking the 
coil will produce the e m.f. of self-induc¬ 
tion. ’\^Tien Lenz’s Law is applied to 
this case, the direction of this induced 
cm.f. may be seen to be such as to 
oppose the flow of the current; so that 
the induced e.m.f must act in the direc¬ 
tion opposite to that of the applied volt¬ 
age of the battery. As the current is 
gradually established, the rate of its 
change decreases, and ultimately, after a 
very short interval, the current becomes 
stationary. 

The property of any circuit that 
opposes a change in the value of the cur¬ 
rent is known as self-inductance, or 
simply inductance Inductance is respon¬ 


sible for causing a delay in the curreiil 
attaining its full value. Under such con¬ 
ditions the current is said to lag behind 
the voltage The greater the inductance, 
the greater are the delay and the lag 

Tlie inductance of a circuit is equal 
to the self-induced e.m.f in volts, set up 
m it when the current it carries varies at 
the rate of one ampere per second The 
units of inductance is the henry. Thus, 
if the inductance of a circuit is 0 5 henr]', 
and the current in it changes from 10 
amps to zero in 0.5 seconds, the rate of 
change of the current is 20 amps pei 
second and the self-induced e m.f. tend¬ 
ing to oppose the decrease of current 
will be 20 amps per second X 0.5 henry 
~ 10 volts 

QUESTIONS AND EXERCISES 

1 Explain the following terms- 

(a) Magnetic poles, (b) magnetic 
field; and (c) magnetic lines of 
force 

2 What is a permanent magnet and 
how is it made ? Give some uses of 
permanent magnets 

3 Explain by means of a simple ex¬ 
periment, how you will show the 
magnetic effects of electric current. 

4 What IS the "cork-screw” rule? 
What does this mle indicate ? 

5 What is a solenoid ? How will you 
determine the polarity of a solenoid ? 

6 What IS an electro-magnet and on 
what factors does its strength de¬ 
pend ? 
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7 Explain how the size of wire of the 
exciting coil of an electro-magnet 
will affect its strength. 

8, What advantages does an electro¬ 
magnet have over a permanent 
magnet ? 

9, State the rule for determining the 
polarity of an electro-magnet. 

10, A U-shaped electro-magnet has 
two similar coils of 200 turns each. 
They are connected in series so as 
to set up 2000 ampere-turns. 
Calculate' (a) the current in the 
coils, and (b) the resistance of 
each coil, if the supply voltage is 20 
V D C. 

fAns 5A, 2 SI each] 

11 Explain the terms (a) magnetic 
flux, (b) magneto-motive force 
and (c) reluctance in a magnetic 
circuit How are they related to 
one another? 

12 Explain the magnetisation charac¬ 
teristic of a magnetic material. 
What do you mean by “saturation" 
of a magnetic circuit? 

13. The mean length of a simple mag¬ 
netic circuit is 50cm and the 
cross-sectional area through which 
the flux is produced is 5 sq cm., 
the relative permeability of the 
magnetic material being 800 If the 
exciting coil has 200 turns, carrying 
a current of 0.5 ampere in each 
turn, what is the value of the 


flux in webers produced in the 
magnetic core? 

[Ans: 1.05 X lO""' weber] 

14 What will be the pull exerted by 
an electro-magnet of 50 sq. cm 
area and having a flux-density of 
0 02 weber per sq. cm.’ 

[Ans; 0.08 Kg. weight] 

15 Explain what happens when two 
parallel wires carry current in (i) 
the same direction, and (ii) two 
opposite directions 

16 State the factors which govern the 
foice exerted on a currcnl-carrying 
conductor placed in a magnetic 
field 

17. What do you understand by the 
term “electro-magnetic induction”? 
What factors determine the mag¬ 
nitude of the induced voltage? 

18. Explain two methods of determin¬ 
ing the direction or polarity of in¬ 
duced e.m.f, 

19 A conductor, forming a closed cir¬ 
cuit, is moved across a magnetic 
field. Determine the direction of 
current by applying Lenz’s Law. 

20, Explain, with a sketch, the princi¬ 
ple on which an electric bell 
operates, 

21. What is meant by the self-induc¬ 
tance of a coil ? How does it affect 
the current flow in the coil? 



CHAPTER 3 


Effects of Electric Current 
and Electrical Machines 


W E saw in Chapter 2 how eletnc 
current produces and affects mag¬ 
netism in vanous ways Since the initial 
experiments carried out in 1820 by 
Oersted who noticed a deflection of 
the magnetic compass-needle placed near 
a current-carrying conductor, “electro¬ 
magnetism” has developed tremendously 

3-1, Effects of Electric Current 

The heating-effects of electricity 
were observed m the very early stages of 
development and understanding of the 
electrical phenomenon. Let us consider 
a common example of the heating-effect 
of electricity. An electric bulb or lamp 
has a thin wire, called filament, inside 
it. When it is switched on, the bulb 
glows Now, if the glass-surface of the 
bulb is touched, one can feel the heat. 
The reason for this higher temperature 
of the bulb is that the filament becomes 
heated when electric current passes 
through it, and it is heated so much that 
It gives out light So, when electric cur¬ 
rent passes through a conductor, its tem¬ 
perature increases to higher values above 
the ambient or surrounding tempera¬ 
ture. The heating process depends on 
several factors, the most important of 
which are (i) the magnitude of the cur¬ 


rent, (li) the resistance of the current- 
carrying conductor, (iii) the duration of 
the current flow, (iv) the kind and phy¬ 
sical size of the heat-absorbing body 
and (v) the temperature, density and 
displacement of the surrounding medium- 
The effects of these factors can be 
illustrated by considering the case of an 
"Immersion-Heater”. It is made of wire 
of high resistance in the shape of a coil, 
which can be immersed m a bucket or 
kettle of water or any other substance. 
When this heater is switched on to the 
supply (source of potential) it will heat 
up the water The rate of heating will 
increase with the increase of current 
through the heater and decrease with the 
decrease of current. Similarly, there will 
be a higher rate of heating when the 
resistance of the heater wire is increased 
without changing the current. The lon¬ 
ger the duration of the current flow, the 
more will be the heat produced. The lar¬ 
ger the surface area of the heater-wire 
the better will be the heat-dissipating 
capacity and better will be the rate of 
heating The less the temperature of 
the water, and the higher the heat con¬ 
ductivity of the water, the quicker will 
be the rate at which the water gets 
heated. In many devices and equipment 
this heat is purposely produced and uti- 
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lized But, ill most of the electrical 
equipments, the heat produced by the 
current is undesirable, and elaborate and 
expensive arrangements are necessary to 
dissipate the heat and Iceep the tempera¬ 
ture of the equipment concerned within 
safe limits 

The chemical effects of electricity 
can be observed in certain hinds of liq¬ 
uids through which an electric current 
is passed The passage of current is ac¬ 
companied by a chemical change called 
electrolysis. These liquids, called clec- 
(lolvtes, are chemical compounds or 
solutions of compounds. 

When coppei sulphate (CuSOi) 
is in solution, each molecule of CuS 04 
dissociates into the positive ion Gu++ and 
negative ion SO 4 having positive and 
negative charges respectively AVhen two 
electrodes, called anode and cathode are 
connected to the positive and negative 
terminals of a source of current (say, a 
battery), the positive 10 ns will be at¬ 
tracted towards the cathode and the ne¬ 
gative ions towards the anode This 
movement of ions constitutes the elec¬ 
tric current in the electrolyte The 
Cu++ ion gives up its charge to the ca¬ 
thode and becomes an atom of copper. 
This copper is deposited as a film or 
layer over the cathode surface which 
means that the cathode is “copper- 
plated”. The SO 4 ion gives up its 
charge to the anode and becomes an 
SQ-i radical, which may combine with 


the metal of the anode to form a salt, 
or with hydrogen of water (H 2 O) to 
form sulphuric acid (H 2 SO.i), liberat¬ 
ing oxygen of water. 

From the nature of electrolysis of 
Cu.SO.i it IS clear that the mass or 
amount of copper deposited on the 
cathode will depend on the number of 
atoms Since each atom is responsible 
for carrying a definite number of char¬ 
ges, the mass deposited will also be 
proportional to the number of charges 
But the number of charges which enter 
the cathode is a measure of the quan¬ 
tity of electricity in coulombs. From 
this fact comes Faraday’s first law of 
electrolysis stating that the mass (m)- 
libeiated is proportional to the quantity 
of electricity(Q). 

If a steady current of I amperes flows 

for t seconds, then Q=It 
=m ot Q 
or =m o( It 

which may be expressed as m = z 
It; where z is a constant and depends on 
the hind of substance deposited. Tliis 
constant is called the electro-chemical 
equivalent of the substance, and can be 
expressed in terms of the electro-chemi¬ 
cal equivalent of hydrogen (ZH)thus 

2 ^ Atomic we ight of element 

^ Atomic weight of hydrogen 

1 

^ Valency 

From the above mentioned considera¬ 
tions, we get Faraday’s second law of 
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electrolysis which states that the masses 
of elements liberated by the same quan¬ 
tity of electricity are proportional to 
theii chemical equivalents 

The principle of electrolysis can be 
used for the measurement of current, 
since the mass deposited is proportional 
to the current flowing foi a given tune. 
We have seen that 
m=z It 
m 

or 1= - 

zt 

so that if m, z and t are known I can 
be calculated When m is in gm, z is 
in gm per coulomb, and t is in sec., I 
is obtained in amp The apparatus 
which measures current by this method 
is called Voltameter 

In a silver voltameter, pure silver 
plates are used as electrodes (anode and 
cathode), and silver nitrate (AgNOa) 
is used as the electrolyte Tire measure¬ 
ment of current by the silver voltame¬ 
ter is so accurate that the ‘International 
Ampere’ has been defined on this basis 
The International Ampere has been de¬ 
fined as that value of unvarying current 
which, when passed through a solution 
in water of silver nitrate, according to 
standard specifications, deposits silver at 
the rate of 0 001118 gm per second 

Other applications of the chemical 
effects of electricity are in electroplat¬ 
ing, electro-refining, the production of 
oxygen, hydrogen, and chlorine gases, 
and the manufacture of metallic sodium, 
potassium, and caustic soda. 

3*2. Primary and Secondary Cells 

An electric cell changes chemical 


energy into electrical energy. This de¬ 
vice produces e.m f. or voltage on ac¬ 
count of the chemical action between 
certain substances For this reason an 
electric cell is also known as a voltaic 
cell. Thcic are two main groups of elec¬ 
tric cells, namely, the primaiy cells and 
the secondary cells 

3-3. Primary Cells 

Piimaiy cells are of two types, name¬ 
ly, the wet-type and the dry-type 

Wet-type- A simple copper-zinc 
cell shown in Fig. 3.1 is an example of 
wet-type primary cell This cell is not 
used for practical work, because of its 
unsatisfactory performance. But it is 
quite useful for demonstrating the basic 
action of any cell, 



The copper-zinc cell is made by 
placing strips of copper and zinc into a 
solution containing 20 parts of water 
and 1 part of sulphuric acid. This solu¬ 
tion is called the electrolyte of the ceh. 

Wet cells have liquid electrolytes 
The sulphuric acid dissociates into posi¬ 
tively charged hydrogen (H) ions and 
negatively charged sulphate (SO4) ions. 
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Tlie hydrogen ions are attracted by the 
copper I’he chemical action which 
takes place between these ions and cop¬ 
per removes electrons from the copper 
giving the copper a positive charge. The 
sulphate ions are attracted by the zinc. 
These ions form zinc-sulphate by com¬ 
bining with zinc-atoms This chemical 
action causes electrons to be deposited 
upon the zinc giving the zinc a negative 
charge. These two chemical actions pro¬ 
duce an e.m.f. of approximately 1 volt 
between the copper and the zinc elec¬ 
trodes These two metals of the cell are 
known as plates of the cell Thus the 
copper plate is a positive-plate, and the 
zinc-plate is a negative-plate in the 
cell. When the two plates are connect¬ 
ed by a wire, electrons flow through the 
wire from the negative to the positive 
plate, or current flows from the positive 
to the negative plate This flow or 
current continues until the zinc plate is 
completely used up by this chemical 
action. 

Polarization- As the chemical action 
within the sample cell continues, the 
electrons, which are removed from cop¬ 
per, combine with hydrogen-ions, form¬ 
ing molecules of hydrogen gas The gas 
coats the copper and gradually lowers 
the voltage of the cell, because the gas¬ 
coating hinders the chemical reaction 
which is necessary to bring the plates to 
the required potential difference This 
process is called polarization Tliis 
should be prevented. 

The amount of e.m f, that a cell can 
produce depends upon the materials of 
the plates and electrolytes. The amount 
of current a cell can deliver depends on 
the size of the plates, Alth^gh..ceh 5 , 


used in practice, are made of different 
sizes and materials, the process of the 
production of voltage is the same. This 
is by the chemical action that removes 
elechons from one plate and adds elec¬ 
trons to the other. 

Dry-types; In dry cells, the negative 
plate or electrode is a zinc container, 
and the positive electrode is a carbon 
rod that is placed in the centre of the 
container. An absorbent material is 
saturated with the electrolyte and then 
placed in contact with the plates or elec¬ 
trodes. A mixture of 'sal ammoniac’ and 
‘zinc chloride’ forms the electrolyte of 
an ordinary dry cell Fig 3.2 shows the 
construction of a dry cell. 



Fig. 3.2. Construction of a Dry Cell 


Polarization takes place in a dry cell 
when the carbon electrode is coated with 
hydrogen gas during the operation of the 
cell. To remove the gas, a depolarizing 
mixture containing manganese dioxide is 
placed within the cell. 'Tlie oxygen of 
this material combines with the hydro¬ 
gen to form water. This action depolari¬ 
zes the cell and enables the cell to give 
much better service. 

' Document.^i^m 
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Fig. 3,3, Constructio.i of a Mercury Cell 


Dry cells are made of many sizes 
depending upon the nature of applica¬ 
tion. They are used in flash-lights, 
electric lanterns, flash-cameras, portable 
radios, hearing aids and many other 
devices 

Dry cells employing the above che¬ 
micals, whether large or small, give an 
c.m f. of 1.5 volts The amount of cui- 
lent output depends upon their size 
The large cell can deliver larger current. 
If one cell is not enough for the requir¬ 
ed voltage, a larger voltage can be ob¬ 
tained by connecting a number of cells 
in series, and a larger current can be 
obtained by connecting a number of 
them in parallel. 

A dry cell cannot be re-ebareed and 
put back into good condition after it 


has become dead or discharged after 
use. To obtain the best service 
out of a dry cell, the cell must not be 
used for large currents of longer dura- 
lion. It should be used intermittently 
for a short period of time which permits 
it to depolarize and thus improve its 
condition of operation. A dry-battery 
consists of a number of dry cells placed 
within a battery ‘Peck’ and inter-con¬ 
nected in a suitable manner to give the 
required voltage and current output 
The batteries are made in several sizes to 
give 6, 9, 22 5, 67 5 or 90 volts 

3-4. Mercury Cells and Batteries 

Gonstmetion of a mercury cell is 
shown in Fig ^^ Tliese cells produce 
a voltage of approximately 1 4 volts. 
They last long and are particularly use¬ 
ful under conditions of high tempera- 
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ture and humidity Mercury batteries 
are used in transistor radios, walkie-tal¬ 
kies, heaiing-aids and oihei types of 
portable electronic appliances They 
are usually made of several sizes like 4, 
6, and 9 volts. 

3-5. Secondary Cells 

A secondary cell is a cell that can be 
charged and re-charged so that it can 
be used ovci and over again until its 
natural wear renders it inefficient. It is 
also called a storage cell since it can be 
thought of as a reservoir of chemical 


energy. Chemical energy is stored in 
the cell as electrical energy by charg¬ 
ing it with direct current When ener¬ 
gy is taken out of it in the form of direct 
current, it is said to be “discharging." 
Whencvci Llic cell is found dischaig- 
ed, it can be re-charged or re-energized, 
restoring it to its original condition 

The Lead-acid Cell- A Lead-acid Cell 
is the most common type of storage cell 
(shown in Fig 3 4). The elcctiodcs 
01 plates of the cell are made of some 
active mateiials, which take part in the 
chemical reactions, placed in a grid 
which provides mechanical support foi 


Po4t 
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active materials and do not take part in 
chemical reactions. When fully charg¬ 
ed the active material on the positive 
plate is lead peroxide The active mate¬ 
rial in the negative plate is sponge lead 
The plates are placed in electrolyte con¬ 
sisting of a solution of water and sulphu¬ 
ric acid. On full charge, the electrolyte 
contains about 27% acid by volume 
The cell gives an e.m.f of about 2 volts 

The Lead-acid Battery The auto¬ 
mobile battery is the most common type 
of lead-acid battery There are three or 
six cells connected in senes in such a 
battery, which makes available a voltage 
of 6 or 12 volts. The current-capacity 
of this battery depends upon the size 
and number of plates in each cell, The 
capacity is usually given in ampere-hours. 
For example, if a batteiy gives 10 ampe¬ 
res of current for 10 hours, or 5 amperes 
of current for 20 hours, the ampere-hour 
capacity of the battery is 10 X 10 or 
5x20 =100 ampere hours, 

The Battery Charger; A storage bat¬ 
tery is charged by passing direct current 
through it m a direction opposite to 
that in which the current passes when 
the battery is discharging. This is done 
by a battery charger which is nothing 
but a source of direct current voltage 
The charger is connected to a battery 
in like polaiity (as shown in Fig 3.5) 
which means that the positive terminals 
are connected together and so are the 
negative terminals. 

Charging, Discharging and Hydro¬ 
meter: When the lead-acid cell is 
discharging, the plates absorb the sul¬ 
phuric acid within the electrolyte, as 
shown in Fig. 3.6 Since sulphunc acid 



A Battery Room with the Charger 



Fig. 3.S. Connection of Battery Charger to 
a Battery 

is heavier than water, the weight of the 
electrolyte decreases as the cell dis¬ 
charges, This chemical action makes it 
possible to measure the condition, or 
the amount of charge, of a cell in terms 
of the specific gravity of the electrolyte 
The specific gravity of a liquid is the 
ratio of its weight to the weight of an 
equal quantity of pure water. A hydro¬ 
meter is used to measure the specific gra¬ 
vity, Hydrometer-readings on charge 
and discharge are shown in Fig 3 7. In 
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Fig. 3.7. A Hydrometer 


Fig. 3.6. Chemical actions in a Lead-acid 
Cell during Charge and Discharge 

a charged cell the reading of a hydro¬ 
meter will indicate a specific gravity of 
1.28 When completely discharged, the 
reading will show a specific gravity of 
1 13. 

3-6. Rules for using Lead-acid Battery 

1. A battery should never be allowed 
to remain in a discharged condition 
for a long period of time. After 

full chaigmg, it can be stoicd. 

2. A battery should not be allowed to 
freeze. A discharged or nearly dis¬ 
charged battery will freeze at a 
temperature of—7“G and below 

3. A battery should never be over¬ 
charged, This will weaken the elec¬ 
trolyte and may be detrimental to 
the cell plates. 

An open flame should never be 
brought near a battery or cell that 
IS being charged, as the hydrogen 
produced during this process may 
cause explosion. 
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5 The cells of the battery should al¬ 
ways be kept filled with distilled 
water. 

6, Only distilled or chemically pure 
water should be used for making 
the electrolyte. 

7. While testing the battery-condition 
with the help of a hydrometer, the 
electrolyte should not come into 
contact with the body or clothing. 
In case of such contact taking place, 
the affected area should be cleaned 
with soap and water immediately 

8 Tlie connections at the terminals of 
the battery should be kept tight at 
all times, 

9 To prevent the battery terminals 
from corrosion, heavy grease or 
petroleum jelly should be frequent¬ 
ly applied 

3-7. Internal Resistance of Cells 

When the e m f of a fully charged 
cell is measured by a voltmeter across its 
terminals A and B with the cell being 
on no-load, it will indicate a voltage of 
about 2 volts But when a load (resis¬ 
tance) is connected across the cell and 



Fig. 3.9. Principle 


the voltage is measured across the same 
points, the voltmeter would indicate a 
lower voltage This is due to the vol¬ 
tage drop caused by load current flow¬ 
ing through the resistance of the cell, 
called internal icsistance, as shown in 
Fig 3 8 (a) and (b), This is the resis¬ 
tance of the electrolyte between the two 
plates and of the plates and terminals 
all taken together. The internal resis¬ 
tance IS lower when fully charged, but 
increases slightly on discharge This re¬ 
sistance causes a power loss in the bat¬ 
tery and decreases its efficiency. 



Fig, 3,0. Internal Resistance of a Cell 


3-8. The Generator 

With the establishment of the facts 
and laws of electro-magnetic induction 
by various scientists and engineers, the 
machine called generator was developed 
to coiiverL mechanical energy into elec¬ 
trical energy At present, more than 
95% of the electrical energy in the world 
IS produced by such generators. 



of Generator Action 
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Generatoiy Action- If a wire or con¬ 
ductor is moved across a magnetic field, 
there will be an e.m f. of electro-magne¬ 
tic induction m it The direction of this 
e.m f can be determined from the laws 
of electro-magnetic induction given in 
Chapter 2 h'lgs. 3 9 (a) and (b) show 
the direction of the voltage by the po¬ 
sitive and negative signs of polarity, and 
the direction of the current in the con¬ 
ductor loop, formed by |oming the two 
ends of the conductor, by the arrow 
mark The direction of motion in each 
case IS as indicated It will be seen that 
the direction of current reverses with 
the reversal of the direction of motion 
The same result would be obtained if 
the conductor is stationary and the field 
is moving in such a way as to make the 
relative diiection of motion remain the 
same. The magnitude of the voltage 
produced at any instant of time depends 
upon- 

(1) the number of magnetic lines of 
force or the strength of the 
magnetic field, cut by the con¬ 
ductors, 

(2) the speed at which the magnetic 
lines aic cut, and 

(3) the number of conductois in 
series 

3-9. The Alternating Current Generator 

An alternating voltage can be con- 
tmuou.sly generated by ro hi ting a coil 
of wire in between the two poles of a 
pcimanent magnet, as shown m I'hg 
3.10. This is a simple generator Tlie 
coil, together with the core on which 
it is mounted (not shown in the figure), 
IS called the armature The two ends 
of the coil are connected to two cop¬ 


per slip-rings, which are insulated from 
each other and also from the armature 
shaft on which they are mounted To 
enable tlie two cuds of the rotating coil 
to be connected to external stationaiy 
circuit, one set of carbon brush is placed 



Fig. a.iO. A Rotating Coil between the Poles 
of a Permanent Magnet 


111 such a way as to make continuous 
contact with each of the shp-iings by 
sliding on their surface. With this 
arrangement when a load is connected to 
the external circuit, alternating current 
will flow through it when the coil is 
rotated by a drive called prime mover 

The drawings m fig 3 11 show the 
generation of one complete cycle of cur¬ 
rent by a simple alternating current 
(abbreviated as A.C.) generator. 

The first drawing indicates the posi¬ 
tion of the coil )ust before it begins to 
rotate in a clock-wise direction. At this 
instant there is no e m.f, induced in the 
coil and so, no current in the load cir¬ 
cuit, because the two conductors of the 
coil 01 ‘coilsidcs’ do not cut any mag¬ 
netic lines of force (as each conductor 
moves parallel to the magnetic field) 

As the coil moves from position 1 to 
position 2, the coilsides cut across the 
magnetic field and at the end of this 
position come to a point of maximum 
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field strength As a icsult of this, the 
current increases during this inten'al 
from zero to its maximum value in one 
direction. This change takes place while 
the coil has rotated by 90° or a quarter 
of a cycle, and is shown by the curve 

As the coil moves from position 2 to 
position 3, the current continues to flow 
in the same direction, because the direc¬ 
tion of lines of force is still the same as 
it was between positions 1 and 2. But, 
again, at position 3 the coil does not 
cut any line of force; hence when the 
coil arrives at this position there will be 
no current in the coil or load circuit. 
So during the interval between position 
2 and position 3, the current will de¬ 
crease from its maximum value to zero, 
and will thus cover the second quarter of 
a cycle. The interval from position 1 to 
position 3 corresponds to a half-cycle. 

As the coil continues to rotate to 
position 4, each coilside cuts the magne¬ 
tic field in the opposite direction, and 
so the cunent flowing in the load ciicuit 
also gets leveised. During this interval 
the current again increases from zero to 
its maximum value, but in the opposite 
direction, and corresponds to the third 
quarter of a cycle. 

Finally, as the coil moves from posi¬ 
tion 4 to the starting position 1, the 
current decreases from its negative maxi¬ 
mum value to zero, and the interval 
corresponds to the fourth quarter of a 
cycle. Thus the interval from position 
1, through positions 2, 3 and 4 and back 
to position 1, is one cycle. 

3-10. The Direct-Current Generator 

If the two slip-rings for the simple 


A.C, generator, mentioned earlier, are 
replaced by a commutator, the generator 
will supply direct oi unidirect cur¬ 
rent in the external circuit to which it 
is connected. The simplest commuta¬ 
tor is a split ring made of copper. The 
tv/o segments of the iiiig, which aic 
called commutatoi-segments, are insu¬ 
lated from each other and also insulated 
from the armature shaft Tlie two ends 
of the armature coil are connected to 
two segments. 

The operating principle of a simple 
direct-current generator is shown in Fig. 
3.12 (a) and (b). Fig 3 12 (a) shows 
that when the coil is rotating clock-wise, 
from the vertical position corresponding 
to zero current, the generator will pro¬ 
duce current in the direction as shown 
in the figure. Duiing the time which 
the coil requires to make one half revo¬ 
lution, the current increases from zero 
to a maximum value and then comes 
down to zero. Also, during this period, 
the commutator segment A remains 
in contact with brush A and seg¬ 
ment B with brush B As the 
coil begins the second half of its 
revolution, the connections of the seg¬ 
ments with stationary brushes change so 
that, now, segment B comes into con¬ 
tact with brush A, and segment A with 
brush B, as shown m F'ig. 3.12(b). Dur¬ 
ing thi.s interval the coilsides interchange 
their positions from under one pole to 
under another pole, thereby reversing 
the direction of current in them. But 
owing to a change m the contact of the 
segments with the brushes, the direc¬ 
tion of current in the external load cir¬ 
cuit connected across the brushes re¬ 
mains the same as before Although the 
value of the current changes from zero 
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to a maximum, and again to zero during 
the second-half revolution of the coil, 
the direction of current flow in the load- 
circuit does not change So we see that 
the commutator makes it possible to 
maintain the current in the external cir 
cuit in one direction, although the cur¬ 
rent in the coilsides are having current 
reversals as in the case of an A C, genera¬ 
tor. 


the stator and the rotating part (usually 
the field system) is called the rotor. 
Depending upon the type of the prime 
mover which drives a geneiator, alterna¬ 
tors fall into two categories, namely, the 
turbo-alternator and the hydro-electric 
generator 

Turbo-alternators are dnven by high 
speed steam tuibines The rotor is 



3-II. Construction of A.C. Generator or 
Alternator 

An alternator can be constmeted 
cither (i) with a rotating armature and 
stationary field system or (ii) with a ro¬ 
tating field system and stationary arma¬ 
ture Theoretically, both types will give 
the same result But from practical 
considerations of insulation, current col¬ 
lection, mechanical ligidity, etc, the 
second type with rotating field system 
is commonly used for commercial alter¬ 
nators. The stationary part of the ma¬ 
chine (usually the armature) is called 


round and the air-gap between the sta¬ 
tor (amrature) and the rotor is uni¬ 
form The rotor is usually made for two 
poles (one north-pole and one south- 
pole) The exciting winding or the 
coils which form the poles are placed 
in slots, cut on the solid rotor surface to 
a certain depth. Direct current is fed 
into the rotor windings through two ter¬ 
minals connected to two slip-rings. 
When current flows through the rotor 
coils, the rotor has magnetic field simi¬ 
lar to that of a solenoid and forms the 
number of poles for which the rotor 
is wound. 
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1 

Fig 3.13 (a) Turbo-alternator 
Fig. 3.13. Construction of A.C. Generators 


I-Tyclro-electric generators (also called 
water-wheel generators) are of mcclumi 
and low-speed type, driven by water- 
turbines or pclton wheels The rotor of 
the field system is made up of a rotor- 
spider on which are mounted a number 
of poles called salient poles, ns they pro¬ 
ject themselves out of the spider. The 
air-gap is not uniform The field-wind¬ 
ing is a concentrated winding of insulat¬ 
ed wires around the poIc-corc, The 
various parts of the rotor arc shown in 
Fig. 3 H (a) and (b) The field coils 
are usually connected in scries and are 
supplied with direct current through the 
slip-rings 

The source of direct-current for the 
field-winding is nsiiallv a O C generator 
coupled with the same shaft as the rotor, 
and driven by the same prime mover as 
the main generator Tins direct-current 
is called the excitation current as it ex¬ 
cites the magnetic field by the poles 

Tlie armature or the stator of an al¬ 
ternator is the same for both round- 
rotor and salient pole machines The 


stator-core is made of sheet steel stamp¬ 
ings stacked together to give the requir¬ 
ed shape of the slots and axial-length 



Fig. 3.13 (b) Hydro-electric Generator 
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of the machine The shape of the slots 
is determined by the type of the arma¬ 
ture conductor to be accommodated in 
them The conductors forming the 
armature coils are insulated by insulat¬ 
ing materials, such as insulating paper 
and varnished cloth to vi'ithstand the re¬ 
quired voltage between the adjacent 
coils and the coil and body of the 
machine There are some coils in the 
armature which depend upon the vol¬ 
tage and current output of the machine 
The mode of interconnection between 
them is determined hy the type of 
armature winding adopted for the ma¬ 
chine The size and shape of armature 
coil depends on the size of the machine. 
The armature, together with its wind¬ 
ings, is supported by the frame which is 
usually fabricated from steel sheets for 
larger sizes. 

Adequate provisions are made for the 
circulation of a cooling agent which is air 
in most cases For very large machines, 
hvdrogen is used as a cooling me¬ 
dium, Cooling is necessary to keep the 
temperature inside the machines low, 
because a high temperature may damage 
the insulation. The temperature inside 
a machine increases on account of heat 
produced by the ohmic, iron, friction 
and windage losses 

3-12. Construction of D.C. Generator 

The constructional features of a 
D. C generator are shown in Fig 3,14) 
The D.C. Machine has a stationary field 
system and a rotating armature. It is 
necessary to have the armature rotating 
because of the commutator. 

The D C machines may be of two or 



A D.C. Machine Armature 


more poles Tlie field system is similar 
to the .salient-pole A.C generator type. 
There are some intermediate poles. caTed 
interpoJes, in a D.C. machine, which 
arc placed in between the main north 
and south poles. The main poles carry 
concentrated windings and are usually 
connected in senes They receive their 
excitation current normally from the 
armature of the same machine 

D.C. Generators may be classified 
as shunt, series or Compound-Genera- 
tois depending on the mode of the con¬ 
nections of their field windings with res¬ 
pect to armature Fig 3,15 shows the 
three types of connections In all these 
cases the field windings are excited from 
their respective armatures. The field 
windings could also have been excited 
from a separate source of voltage. But 
this has not been found suitable owing 
to technical and economic reasons. The 
shunt field winding has a large number 
of turns of thinner wire, as a result of 
which its resistance is high and the cur¬ 
rent drawn from the armature small The 
senes field winding has a small number 
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CONNECTIOKS to 
ARMATURE CONDUCTORS 



INSULATED 

COPPER. 

SEOMENTS 


V(RTILATIN« ducts 




Fig. 3.14, Construction of a D. C. Machine 
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Shunt Genenaior Series Generator Compound Generator 

Fig. 3.15. Connections of Shunt, Series and Compound D.C. Generator 


66 


CHAPTER IHREK 


moves at the rated speed of the genera¬ 
tor to a position where the coilsides oc¬ 
cupy positions under the centres of the 
poles, the o.m.f. induced in the coil will 
increase from zero to a maximum value. 



and will generate a quarter of a cycle. 
If the flux per pole is ^ webers, the 
change of flux is from zero to dining 
this period of quarter cycle. Tlie time 

required for one cycle is L second- 

f 

therefore, the time for one-quarter of a 

cycle is— seconds. Hence the aver- 
,4f 

age e.m.f. induced in a coil of one turn is 

volts 

l/4f 


poles and the armature, then the ratio 

Effective of R M.S. value_^ ^ ^ 

Average value 

Therefore Ej ni.i,-=Ell Eav. 

— 4.44 ^ Nf volts 

for a single-phase generator. N will re¬ 
present the total number of turns in 
series, and for three-phase generator N 
will be the number of turns in senes per 
phase 

Actually owing to the distribution of 
the coils in various slots, the e.m.f. in¬ 
duced, as given above, must be multi¬ 
plied by a factor called “Distribution 
factor” (K||' 

Therefore, the e.m f induced becomes 

Er-m-8- = 4.43 Kj r/> N f volts. 

The value of K„ may Imve an average 
value of 0,96. 

3-16. Three-phase Voltage and Current 

The simple alternator described ear¬ 
lier with one coil was a single-phase alter¬ 
nator, There was only one voltage m 
which the magnitude and direction 
changed every instant in a similar man¬ 
ner m every cycle In a simple three- 
phase alternator, as shown in Fig 3 18, 
there are three .separate coils. As the 
armature rotates, three separate voltages 
are produced in the three coils. If the 
circuit of each coil is closed through a 
load (say a resistance), then three cur¬ 
rents will flow in the three coils. This 
system of three voltages and currents is 
three-phase voltage and cur- 
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Fig. I!,18. Principle of Generating Three-phase Current 


In practical three-phase gancrators, 
three separate sets of armature coils are 
used. All the currents are supplied to 
the generator load at the same time by 
means of a three-wire circuit. Tliree- 
phase currents are used by three-phase 
A C, motors. 

3.17, The Alternating-Current Ampere 

An alternating current is one in 
which the flow of electrons is in one 
direction during one half cycle and 
in the other direction during the next 
half cycle. This is repeated as many 
times per second as there are cycles per 

t 



second. If the current one 

direction is said to be ^ , then 

that m the other direction w be ne¬ 

gative. The time-interval for one cycle 
is 

T seconds, where f = frequency m 

cycles; sec. 

so the duration of current flow in one 

direction is — seconds. Most altemat- 
2 

ing currents and voltages vary according 
to a function known in trigonometry 
as a sine. That is why the positive and 
negative variations of tire alternating cur- 


Flg. $. 1 ». 
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moves at the rated speed of the genera¬ 
tor to a position where the coilsides oc¬ 
cupy positions under the centres of the 
poles, the e.mi. induced m the coil will 
increase from zero to a maximum value. 



and will generate a quarter of a cycle 
If the flux per pole is ^ webers, the 
change of flux is from zero to </, during 
this period of quarter cycle. Tlie time 

required for one cycle is second; 

therefore, the time for one-quarter of a 

cycle is-^ seconds, Hence the aver- 
,4f 

age e.m.f induced in a coil of one turn is 


E. 


4 > 


l/ 4 f 


volts 


with N number of turns per coil, 
Eav Nf volts. 


If the magnitude of the flux changes 
sinusoidally in the airgap between the 


poles and the armature, then the ratio 

Effective of R M.S. value_^ 

Average value 

Therefore ms-=1.11 Eav. 

= 4.44 ^ Nf volts 

for a single-phase generator, N will re¬ 
present the total number of turns in 
senes, and for three-phase generator N 
will be the number of turns in series per 
phase. 

Actually owing to the distribution of 
the coils in various slots, the e m.f in¬ 
duced, as given above, must be multi¬ 
plied by a factor called “Distribution 
factor" (K,p 

Therefore, the e m f induced becomes 

Er.ni-e' = '^-43 Kjj (ji N f Volts 

The value of K,i may have an average 
value of 0 96. 

3-16. Three-phase Voltage and Current 

Tlie simple alternator described ear¬ 
lier with one coil was a single-phase alter¬ 
nator There was only one voltage in 
which the magnitude and direction 
changed every instant in a similar man¬ 
ner in every cycle In a simple three- 
phase alternator, as shown m Fig, 3 18, 
there arc three separate coils As the 
armature rotates, three separate voltages 
are produced in the three coils. If the 
circuit of each coil is closed through a 
load (say a resistance), then three cur¬ 
rents will flow ill the three coils. This 
system of three voltages and cm rents is 
Vnown as three-phase voltage and cur¬ 
rent, Tliese coils are placed in the arma¬ 
ture at 120“ apart from each other. That 
IS why the currents will increase to their 
maximum value at different instants of 
time, as can be seen in the figure 
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Fig. Principle of Generating Three-phase Current 


In practical three-phase gancrators, 
three separate sets of armature coils are 
used. All the currents are supplied to 
the generator load at the same time b)’ 
means of a three-wire circuit. Three- 
phase currents are used by three-phase 
A. C, motors. 

3-17. The Alternating-Current Ampere 

An alternating current is one in 
which the flow of electrons is in one 
direction during one half cycle and 
in the other direction during the next 
half cycle. This is repeated as many 
times per second as there are cycles per 


t 



second If the current-flow in one 
direction is said to be positive, then 
that in the other direction would be ne¬ 
gative. The time-interval for one cycle 
is 

T — seconds, where f = frequency in 
cycles; sec 

so the duration of current flow in one 

direction is — seconds Most altemat- 
2 

ing currents and voltages vary according 
to a function known in trigonometry 
as a sine That is why the positive and 
negative variations of the alternating cur- 


Flg. 3.19, The A.C, Ampere 
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rent is represented by a sine-wave, as 
shown in Fig. 3 19. One cycle is repre¬ 
sented by 360 degrees. The current at 
any angle is given by 


sin 9. 

At an angle of 90°, i—sin 90°=I„,,. 

At an angle of 270°, i= sin 270° = - I„.„. 

The angle 9 = 2 v f.t. 

where t=time in seconds. 

f= frequency in cycles per sec 
So the current may be expressed as 

i=lm.x sin (2 ir ft). 

Tlie A C. ampere is defined in terms 
of the amount of heat developed, be¬ 
cause heat is produced in a resistor when 
alternating current flows through it in 
either directions Thus an alternating- 
current ampere is that current which 
produces heat at the same rate as a 
direct-current ampere through the same 
resistance. 

It is known from the calculation for 
the sine variation of current that 70.7% 


or 


1 

■^2 


of the maximum value of current is 


equivalent to a steady direct current, 
because both will produce heat at the 
same rate when flowing through the 
same resistance. If this effective heating 
current is called Ie,„ then 


I.«=0.707 I„„. 

This effective value is also known as 
the ‘Root-Mean-square’ valup (RMS. 
value) Thus 



Icn = I.m.=--^ = 0.707 I„„; 

similarly V^. = = 0.707 for 

voltage. 

All common A. C ammeters and volt¬ 
meters record r m s. amperes and r.m.s. 
volts respectively. Ordinarily, when we 
say so many amperes current or so many 
volts of voltage in A.C., it always means 
that they are r.m s or effective values. 

3-18. Pure Resistance Circuit 

When a source of alternating voltage 
IS connected to a resistance R, the cur¬ 
rent is given by 

_ e 

‘ K 

sin e 
R 

= Ini sin 6 

E 

so that the maximum current . 

Im 

The ammeter will read a current of amps 

the voltmeter will read a voltage 
Em 

of—==E = V volts, when the resistance 
V2 

R is in ohms From this again, 

V-IR. 

Fig 3,20 shows that current and vol¬ 
tage both icach their maximum and 



Fig. 3.20. An A.C. Circuit with only Resistance 
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zero-values at the same time, Under 
this condition it is said that the current 
is in phase with the voltage in a purely 
resistive circuit. 

The power dissipated in the resis¬ 
tance is given by 

P=PR=^ =VI watts. 

R 

3-19. Pure Inductive Reactance Circuit 

If a coil is made of a thick wire with 
a large number of turns in such a way 
that its resistance becomes very small 
compared to the inductance, then the cir¬ 
cuit will be like the one shown in Fig. 
3 21(a). We saw in Chaptei 2 that 
inductance opposes the change of cur¬ 
rent in a circuit, which makes the cur¬ 
rent lag the applied voltage In case of 
pure inductance this lag is 90", as shown 
in the curves in Fig. 3 21(a). Since in 


A.C. the' voltage is constantly changing 
in every cycle, so the current at every 
instant in the coil will be lagging be¬ 
hind the voltage by 90" 

The magnitude of the current flowing 
on an inductive circuit depends on the 
‘inductive reactance’ of the circuit and 
the applied voltage The inductive-reac¬ 
tance is gu'en by 

Xl = 2 77- fL ohms, where L = inductance 

in henry 
f-frequency 
m cycles per second. 

When 

e = Em sm 9 

i=— sin (0 — 90®) where 

Xl Xl 

= —1„ cos B 



( 0 ) 


Fig. 3,21. A Purely Inductive A.C| Circuit 
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lliercfore in a purely inductive circuit, 
in terms of r,m s values, 

V = IX^ 

where, V = applied voltage in volts. 

I =: circuit current in amps. 

Xl= inductive reactance in ohms 

Given tlie values of any two quantilies 
mentioned above, one can easily calcu¬ 
late the third quantity 

The power in any circuit at anv ins¬ 
tant IS given by the product of the vol¬ 
tage and current at that instant Fig 
1.21(h) shows the powei variations 
with time in an inductive circuit One 
can see very easily that over a iicriod of 
one cj'cle the average power is zeio, be¬ 
cause the total positive and negative 
areas over a cycle are equal. Hence we 
can say generally that the average power 
in a purely inductive circuit is zero, even 
though the cunent is flowing 'Tliis is 
attributed to the fact that the resistance 
in this case has been assumed to be zero 
and hence power consumed PR is also 
equal to zero. 

3-20. Circuit with Resistance and In¬ 
ductance in Series 

Let us consider a circuit containing 


both resistance and inductance in series 
The part of the circuit having both re¬ 
sistance and reactance is said to have an 
‘Impedance’ Usually any inductance 
coil with a ceitain number of turns of 
wire will not only possess inductive 
reactance, but also a finite value of re¬ 
sistance Tn .siicb a case the opposition 
offered for the flow of alternating current 
is called impedance The value of impe¬ 
dance can be obtained from the known 
values of resistance and reactance 
Thus 

impedance Z = \/ XL" ohms. 

where both R and Xl arc in ohms 
Fig 3 22(a) shows such a circuit 
We have seen earlier that the current is 
in phase with the applied voltage in the 
purely resistive circuit, and lags by 90“ 
in a purely inductive ciicuit. In an im- 
pedance-circuit, having both resistance 
and inductance, the condition for the 
current will also be an intermediate one, 
and the current will lag the applied vol¬ 
tage by .in angle less than 90“, Tlie lar¬ 
ger the proportion of the resistance to 
the inductive reactance in the circuit, 
the smaller will be the angle of lag. The 
voltage and current equations will be 
given by 



Fig. 3.22. An A.C. C'^cult with Resistance and Inductance In Series 
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E = 


and I = 


E„ sm 0 
E 

— sin (6 — where is the 
Z 

Xl 

angle of lag, given by tan '/’=^ 


= I„ sm 

In tenns of the r.m.s. i^lues, 

V =IZ 

where V = the applied voltage in volts, 

I = the circuit current in amps, 
and Z = the circuit impedance in 
ohms 


If the resistance and the inductive-reac¬ 
tance elements are separately connected 
in series, and if the voltages across them 
are measured, as shown in Fig 3 22fa), 
the voltage Vjt =IR, and V^l—IXl, as the 
same current I flows through them as 
indicated by the ammeter A, But the 
voltmeter V will not read the simple sum 
of Vr and Vxl, as it would have done 
in a D C. circuit This is because of 
the 90“ phase difference between the 

voltage drops Vr and Vxl developed 
across R and Xl by the current I. The 
reading of the Voltmeter V in terms of 

Vr and Vxl ^i^V be determined in the 
following way; 

V=IZ=VRS X"l=VF R^ fF"XL^ 

=V V 

The angle of phase difference between 
I and V is given by 


tan 


R IR Vr■ 


The instantaneous power curve in the 
impedance circuit, as shown in fig. 
3.22(b), has been obtained by multi¬ 
plying the instantaneous voltages and 
cunents In this case we see that the 


average power over a cycle is not zero 
The positive part of the power is much 
in excess of the negative part This 
means that there will be power loss in 
an impedance-circuit. The power is 
given by 

P — IV cos watts, 
where V = Circuit current in amps. 

I = Circuit current in amps, 
and Cos <ji -=- 'Power Factor’ of the cir¬ 
cuit. 

The quantity 'Cos is called Po¬ 
wer-Factor because in A.C circuits the 
power can be calculated only when the 
product of r m.s voltage (V) and cur¬ 
rent (I) IS multiplied by this factor. We 
have seen m a D. C. circuit that power 
is given directly by the product of vol¬ 
tage and current. 

'Fhe product of r.m s, voltage and 
current is sometimes called 'Apparent- 
Power' and is expressed in the unit of 
'volt-amperes’. Thus, when the volt- 
amperes of a circuit is multiplied by the 
power-factor of the circuit, the power in 
the circuit is obtained in watts 

Now, if we consider the power-factors 
of purely resistive and purely inductive 
circuits, M'c can see that: 

(1) For the resistive case, Xl= 0, so the 
angle <f> is given by, 

tan (j>=^J-=^ =0, 

R R 

therefore, ^ = 0 

and cos 0 = 1 

so that the power p=VIx,l warn, as 
in the case of D. C. 

(2) For the reactive case, R=0, so the 
angle 0 is given by 

tan 0=^=infinity, 
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therefore, i^ = 90'’ 
and cos 0 —- O 

Therefore, the power p —VI X 0 = 0. 

Therefore, when a circuit does not 
contain resistance, there is no power loss. 
It follows that in a circuit containing 
reactance and resistance, power loss oc¬ 
curs only in the resistance. 

Example: An impedance coil takes 400 
watts of power and 5 amp from a 100 
volt, 50 c|s source Calculate (a) the 
power-factor of the circuit, (b) the im¬ 
pedance, the resistance and the induc¬ 
tive reactance of the coil, and (c) angle 
of lag of the current. 

Solution: 


(a) Power factor cos 'l> 


W 


400 


VI 5 X 100 
=0.8 lagging Ans 


V 100 

(b) Impedance Z=—= -^ 

=20ohms. Ans. 

Since power loss takes place only in the 
resistance, 

P 

P = 12r, or R = 

400 

Resistance R = = 16 ohms. Ans. 

( 5 )^ _ 

And the Reactance X = — R^ 


= ^/ ( 20 ) 2 -( 16)2 
= 12 ohns. Ans. 

(c) Tlie angle of lag is given by <l>, where 
cos =.^08 

Therefore from the trigonometric table 
of cosines, 

</)= 36 “9 Ans. 


3-21. Circuit with Capacitance 

We have seen that current in a pure¬ 
ly inductive reactance circuit lags be¬ 


hind the applied voltage by 90" There 
is another type of circuit containing 
Capacitor where the current leads the 
voltage by 90°. A circuit with capaci¬ 
tance and resistance is called a capaci¬ 
tive circuit, 

A capacitor, which is also called a 
condenser, in its simplest form, consists 
of a pair of metallic plates separated or 
insulated from each other by a dielectric 
The dielectric is a non-conductor of 
electricity. The plates are commonly 
made of aluminium or tin (or any other 
non-magnetic substance) The dielec¬ 
tric may be of many different substances 
like air, gas, mica, glass, oil wax and 
rubber When a D C source of poten¬ 
tial is switched on to a capacitor, as 
shown in Fig. 3.23, a current flowing for 
only a short duration is indicated by the 
ammeter A in the circuit. When the 
current is no longer indicated, the 
switch is opened, and it will be observ¬ 
ed that the voltmeter V will continue 
to show the voltage of the battery. This 
simple experiment proves that the capa¬ 
citor, which was uncharged before the 
application of the voltage, became charg¬ 
ed after the voltage was applied and the 
current flow for the short duration was 


hieleciric 



Fig. 3.23. A Capacitor Switched on to a 
Batterv 
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responsible for charging it Moreover, if 
the voltage across the capacitor and the 
charging current are measured instant 
by instant after the switch was put on, 
it will be seen that at the beginning, the 
current is maximum and, the voltage is 
zero As the time progresses, the cur¬ 
rent decreases and the voltage increases, 
and finally the current becomes zero 
when the voltage across the conductor is 
equal to the battery voltage This means 
that the current moves towards its maxi¬ 
mum value before the voltage or, as the 
saying goes, the current leads the voltage 


ses thereby discharging the capacitor 
and the current increases from zero to 
the maximum value in the opposite 
direction In the third quarter cycle, the 
capacitor is charged in the opposite 
direction, so that the current decreases 
from the negative maximum to the zero 
value. In the last quarter cycle, the cap¬ 
acitor, which was charged in the oppo¬ 
site (negative) direction, now discharges 
and so the current increases from zero 
to a maximum value in the positive 
direction Afterwards the same cycle of 
actions would follow 


When an A C source of potential 
is connected to a capacitor, as shown in 
Fig 3.24(a), a similar phenomenon, as 
seen in D C will happen. What is re¬ 
markable in A.C. IS that here the voltage 
applied changes its polarity every half 
cycle and its magnitude every instant 
according to a sine law, The curves of 
Fig 3 24(b) show the variations of vol¬ 
tage and current. In this case, in the 
first quarter of the cycle, the capacitor 
is charged because of the voltage increas¬ 
ing from zero to the maximum value, 
and the current decreasing from maxi¬ 
mum to the zero value. In the second 
quarter of the cycle, the voltage decrea¬ 



£i*£«n -So* 




W 


The magnitude of current flowing in 
a purely capacitive circuit will depend 
upon the value of capacitance of the 
capacitor. The capacitance or capacity 
of a condenser depends on the area of 
the plates and the dielectric medium 
For a given dielectric and its thickness, 
the capacity is directly proportional to 
the area of the plates. The unit of capa¬ 
citance is Farad, but a smaller unit called 
microfarad is generally used. 

1 microfarad = farad (F) 


If the value of a capacitance is C 
F, and the frequency of the applied 



Fig, 3,24, An A.C Circuit with only Capacitance 
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voltage is f cycles per second, then the 
Capacitive Reactance of the capacitor is 
given hy 

Xr — -ohms. 

^ 277fC 

Let the applied voltage be e=En, sin 
Then the current will be 


1 (<^ + 90°) 

= sin (^11+90°) 


Irm.s. 


fm _ 

V 2 ~ V'2 X, 


amperes. 


In terms of rm.s values, if V is the 
applied voltage in volts, I the current in 
amperes and Xc the capacitive reactance 
in ohms, then 

I ~ ~= 27 rf. C.V. 10 '^ amperes 

Xc 

=u)CV. 10'* amperes (because 

W = 2-rrf). 


3>22. Circuit with Resistance and 
Capacitance in Series 

Let us consider a circuit containing 
both resistance and capacitance in series, 
as shown in Fig. 3.25(a) The impe¬ 
dance of this circuit is 
Z =V'RHT^ ohms 


The current in the circuit will be given by 


1 — —amperes, 
7^ 


with a 


phase- 


difference 4> with the voltage so that 
tan 

R 

For a circuit with resistance and in¬ 
ductance in series the voltage-drops 
across resistance and inductance toge¬ 
ther do not give the total voltage, be¬ 
cause of the phase difference between 
them, Here also, the voltage drop 
across the resisLancc will be m phase 
with the curent I, and 'wih be such 
that I leads Vxc by 90". Therefore, the 
total voltage V read by the voltmetei 
will he, 

= IZ = 1 v'RHXc'^V PR* + PX“o 

= V (IR)H(IXc)^= \/(Vr)»+(Vxo)^ 

The phase-difference between vol¬ 
tage and current will he given by 

R IR Vr 

The power-curve of the circuit is 
shown in Fig. 3 25(b) with voltage and 
current. This shows that the average 
power over a cycle is not zero, The 
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positive part of the power is much in 
excess of the negative part The power 
loss in the circuit is given by 
P = VI cos cfi watts 
where cos i/) = power factor of the 
circuit. 

Since there is no power loss in a pure 
capacitance, tliis power is lost in the re¬ 
sistance alone. Hence the power can 
also be represented by 
P = l^R watts. 

Example 

A series-circuit comprising a resis¬ 
tor of 12 ohms and a capacitor of 199 
microfarad (;iF), is connected acro.ss a 
supply of 100 volts, and of frequency 50 
cycles per second Determine (i) the 
capacitive reactance and impedance of 
the circuit, (li) the current, (iii) the 
power-factor and (iv) the power con¬ 
sumed in the circuit. 


Solution; 

(i) The capacitive reactance X, 
10 « 


2 X 3.14 X 50 X 192 


I0‘ 
2 ,rfC 

= 16 ohms. Ans. 


The impedance z =n/R'^-PXc*= *>/12*-|-16’ 
= n/ 400 = 20 ohms. Ans. 
V 100 

(ii) The current I — amps. Ans. 

^ R 12 

(iii) The power factor= 2 =^=0.6. Ans. 


(iv) The power consumed 

P=VI cos ^=100X5X0.6 
=300 watts. Ans. 
also P=TR= (5)® X 12=25 X 12 

=300 watts. Ans. 


3-23 Circuit with Resistance, Inductance 
and Capacitance in Series 

Fig 3.26 shows a circuit with resis¬ 
tance R, inductive reactance Xl, and 


capacitive reactance Xc in series A 
voltage (rm.s.) V is applied to the cir¬ 
cuit from an A C source. Let the cur¬ 
rent in the circuit be I Then, the 
impedance of the circuit will be given 
by 

Z=N/R®+(XL-Xe)*=VR®-f(2T:fL~2;^)* 

Here, L is the inductance of Xl and C 
IS the capacitance of Xc. If L is in 
henries and C is in farads, Xl and Xc 
are in ohms; and as R is also in ohms, 
then Z, too, will be in ohms. 



Pig. 3.26. An A.C. Circuit with Two Parallel 
Branches 

The current in the circuit is 



If V is in volts and Z is in ohms, 
then I will be in amps. The voltages 
across the resistor, inductor, and capa¬ 
citor will be 

Vr = IR; VXl = IXl ; VX, = IX^. 

The impedance in this circuit will 
be minimum when Xl = Xc; because 
under this condition (Xl— Xc) = O 
and the impedance 7 = R. There¬ 
fore, the current in the circuit will be 
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maximum, and will be given by 1=- . 

The power-factor of the circuit will be 
unity, as the circuit will behave like a 
purely resistive circuit. The circuit will 
behave like an inductive circuit if 
Xl ^ Xc, and like a capacitive circuit 
if Xc Xl. 

There may be circuits where any of 
the three quantities R, Xl and Xc can 
be varied separately or simultaneously. 
Under such conditions, the impedance 
of the circuit can be adjusted to give 
any value and any power-factor, both 
leading or lagging. The circuit ele¬ 
ments can then be called variable re¬ 
sistor, variable inductor or variable 
capacitor. The variations in Xl and Xc 
can be produced by varying the values 
of L and C or by varying the frequency 
of the supply. 

Example : 

A series circuit consists of a resistor 
of 3 ohms, an inductor of 3.82 henries 
and a capacitor of 199 microfarads. 
This circuit IS connected to a supply of 
10 volts at 50 c|s frequency. 

(i) Deteimine the cuirent in the cir¬ 
cuit and the voltages across the three 
circuit elements, (ii) For what value of 
the inductance L will the current in the 
circuit be maximum if the values of re¬ 
sistance and capacitance remain the 
same? What will be the voltages across 
the circuit elements under this con¬ 
dition? 

(i) The inductive rcactance=27rfl. = 27r X 50 
X 3.82=12 ohms. Ans. 

10 ® 

The capacitive reactance = 

2jrfc 


^ 10 <^ 

27r X 50 X 199 
= 16 ohms. Ans 
The resultant reactance Xl —Xc= 12—16 

= —4 ohms. Ans. 

This means that the resultant reac¬ 
tance will be of a capacitive nature, be¬ 
cause Xc < Xl 

Thus impedance Z= 

==-v/9+T6 
~ ^^25=5 ohms. 

T-u r V 10 

The current 1= =_ = 2 amps. Ans 

Z 5 

The following will be the voltages across 
the three circuit-elements: 

Vr= 2X3=6 volts. Ans. Vxl'= 2X12 
=24 volts. Ans. and Vxc =2X16=32 
volts Ans 

One can observe from these three vol¬ 
tages that the voltages across the induc¬ 
tance and capacitance can exceed the 
value of the supply voltage. 

(li) For maximum current, impedance 
Z should be minimum, for which 

Xl=Xq= 16 ohms, 

Tlie required inductance is given bv 

27TfL= 16, or L = —— = 5.08 
2ir X 50 

henries. Ans. 

Tire maximum current in the cir¬ 
cuit will be 

T 10 

^ij)«—~3.33 amps. Ans. 
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The voltages across the various circuit 
elements are 

10 

Vr=— X3=10 volts. 

10 

V X L= y X 16=53-3 volts. Ans. 

and 

10 

V XX 16=53-3 volts. Ans. 

So the voltage across the resistor is 
equal to the voltage of the supply, and 
the voltages across the inductor and 
capacitor are equal and have the maxi¬ 
mum possible value at the given applied 
voltage under this condition. 

3-24. An Inductive Circuit and a 
Capacitive Circuit in Parallel 

Fig. 3.27(a) shows one circuit hav¬ 
ing a resistance Ri and inductance L, in 
parallel with another circuit having re¬ 
sistance R 2 and capacitance C, both 
connected to an A. C. supply of voltage 
V. The currents in the circuits are Ii 
and Is respectively Since the current in 


the inductive circuit lags the voltage, 
and leads in the capacitive circuit, cur¬ 
rent Ii will lag, and current I 2 will lead 
the voltage V. Tire angles of lag or 
lead will depend upon the impedance or 
power-factor angles of each circuit res¬ 
pectively. Fig. 3.27(b) shows the varia¬ 
tions of Ii, I 2 , I and V with time. The 
currents Ii and Is have been drawn with 
equal maximum values, and equal phase 
angle differences The figure 

shows that the maximum value of the 
total current I is less than that of either 
Ii or Is This means that since (R.M.S 


value) =- 7 =- (maximum value), the total 
V 2 


current I indicated by the ammeter (A) 
will be less than the currents Ii and L 
indicated by the branch ammeters. It 
was seen for D. C. circuits that the total 
current will always be the sum of the 
branch current taken together, and grea¬ 
ter than each of the branch currents ta¬ 
ken separately. In A. C. circuit also, 
this would have been so, if both the 
parallel circuits were either inductive or 
capacitive or only resistive But m the 



Fig. 3,27, An A.C. Circuit with Resistance, Inductance and Capacitance in Series 
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circuit of Fig 3.27(a) this is not so. It 
may be possible, therefore, to have a 
smaller total current than the sum of 
the currents in the branches of a parallel 
circuit if the individual branch circuits 
are inductive and capacitive in character. 

3-25 Thrce-phahc Circuit 

Wc have so far considered only a 
single-phase voltage acting in the circuits 
containing resistance, inductance and 
capacitance A 3-phase voltage source 
supplies power to a 3-phase circuit, 
each phase may consist of one or more 
of the circuit elements (resistance, in¬ 
ductance or capacitance), The three 
phases of the generator or of the load 
may be connected in two ways, namely, 
m Star or in Delta. Fig 3 28 shows 
these connections, R, Y, B and A, B, C 
are line-terminals to which the phase- 
conductors are connected, and N is the 
neutral point or star-point. The voltage 
between any line-terminal and the neu¬ 
tral point is the phase-voltage (Vph) 
and between any two line-terminals is 
the i'ne-voltage (Vl) The magnitudes 
of Vph and Vl are given by Vl=v' 3. Vph* 
Similarly, the line-current and tlie phase- 


current are given by II ~V 3 I,,),’ 

With star connection, Vl —■x/ s Vph, 
and II-' IphJ because the same current 
flows in the line and the phase, with 

delta connection, Vl —Vph and Il=\/^ Iph’ 
The power in a 3-phase circuit, whether 
in star or in delta, is given by 

ViJl cos 0 
or P-3 Vphiph cos 0 
where 0 is the phase angle between the 
phase-voltage and phase current, 

3-26. Transformers 

A transformer is an apparatus by 
which voltages can be transformed from 
one value to another in A.C. circuits. A 
single phase transformer consists essen¬ 
tially of two windings linked by a com¬ 
mon magnetic circuit, as shown in Fig 
3.29 One winding, which is connect¬ 
ed to the voltage source, is called the 
Primary, and the other winding, across 
which IS connected the load, is called the 
Secondaiy. When A.C source of vol¬ 
tage is connected across the primary with 
no load on the secondary side, it draws 
a small current. This current will estab¬ 
lish magnetic flux in the core. Since 
the current is alternating, the flux pro- 





Cennechom of l-ph generoier winefiags ConneciiMS of Load impedances 


Pig. 3,28, Three-phase Circuit In Star and Delta 
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duced by it in the core -will also be 
alternating. This mutual flux -will linh 
both the primary and the secondary 
windings and induce voltage in them. 
Let it be assumed, at first, that there is 
no load across the secondary and its ter¬ 
minals are open The primary induced 
voltage 'will be opposed by the applied 
voltage. The former, however, will be 
equal m magnitude to the latter As 
shown for alternators, this induced vol¬ 
tage will be given by 

Ej^=:4.44 iji f volts 



Fig, 3.29. Working Principle of a Trans¬ 
former 



Since the flux rj) and the frequency 
f are the same for the primary and the 
secondary, the secondary induced voltage 
will be £2 = 4 44 f Nj volts. 

rherefore, the voltages are proportional 
to the number of turns, or the ratio of 
the two voltages will be, 

E, N, , 

Ea ‘ Nj 

This ratio is called the ‘transformation 
ratio’ By choosing the proper sized 
core and the ratio of turns, it is possible 
to have voltages stepped up or stepped 
down to required values. When a load 
(an impedance) is connected across the 
secondary winding, a current will flow in 
it. According to Lenz's Law, the direc¬ 
tion of this current will be such as to op¬ 
pose the cause which is producing it 
The cause of this current is the voltage 
induced in the secondary; and the voltage 
is induced by the mutual flux so that the 
secondary current must flow in such a 
direction that the flux produced by this 
current will tend to neutralize the mutual 
flux. As the mutual flux tends to de¬ 
crease, it will decrease the induced volt¬ 
age in the primary. Since the applied 
voltage remains constant, and the induc¬ 
ed voltage in the primary tends to de¬ 
crease, the difference between them in¬ 
creases, and this enables the primary 
winding to draw more current and pro¬ 
duce more flux to counteract the ten¬ 
dency of the secondary to reduce the 
mutual flux. In fact, the fluxes are pro¬ 
duced by the M.M.F s (as was shown in 
the earlier chapter) so that the secondary 
m.m.f. trying to neutralize the mutual 
flux I 2 N 2 ampere turns. Therefore, the 
primary current has to attain such a value 
as to oppose this ampere turns, So we 


A Power Transformer 
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have IjN2=IiNj 

la N, . . r. . 

or -7 ——= Transformation Ratio. 
Nj 


It is seen that the currents in the 
primary and secondary are inversely pro¬ 
portional to their number of turns. 

The power, at unity power-factor, in 
the secondary will be E 2 I 2 . If this is ex¬ 
pressed in terms of the primary voltage 
and current, the relationship between the 
powers of the primary and secondary will 
be known. Therefore 




N, 


N. 


N, 




This shows that the power on the 
two sides is equal In fact, the second¬ 
ary power output will be a little less than 
the primary power input, because of los¬ 
ses that take place 111 the transformer. 
The losses consist of the iron-losses in 
the transformer core, and the ohmic los¬ 
ses in the copper of the primary and se¬ 
condary windings. 


The construction of transformers 
varies according to their power capacities 
and application. Small transformers of 
a few watts’ rating, such as those used in 
the radio and other domestic low-voltage 
applications, are made of small rectangu¬ 
lar magnetic cores with windings, of thin 
insulated wires, mounted on their limbs. 
Large transformers with higher voltage 
and power ratings have a complex con¬ 
struction, because of the problems of in¬ 
sulation against high voltage and dissipa¬ 
tion of losses which takes place within 
the transformer to keep down the tem¬ 
perature to a safe limit. The transformer 
core with its windings are placed in a me¬ 


tallic tank filled with insulating oil The 
oil also serves to take the heat out of the 
core and windings to the tank wall from 
where it is dissipated to the outer atmo¬ 
sphere To make the cooling more effi¬ 
cient, steel tubes and fins are fitted on 
the tank walls, which increase the effec¬ 
tive surface area for better dissipation of 
the heat 

For use in the 3-phase systems, 3- 
phase transformers are made by having a 
core with three limbs, each limb carry¬ 
ing a primary and a secondary winding 
These windings can be connected either 
in star or in delta. It is also possible to 
use three single-phase transformers in a 
3-phase circuit by connecting their pri¬ 
mary and secondary windings either in 
star or in delta. 

3-27, Electric Motors 

Earlier m this chapter we saw thal 
an electric generator develops voltage, 
thereby resulting in current flow in the 
electrical circuits connected externally 
The power consumed in the external cir¬ 
cuits is supplied by the generator In 
fact, the generator receives mechanical 
energy from the prime mover and con¬ 
verts it into electrical energy. The re¬ 
verse transformation, that is conversion of 
electrical energy into mechanical energy, 
IS possible for an electric motor. An 
electric motor receives electrical energy 
from a source of electric supply and deve¬ 
lops torque necessary to rotate mechani¬ 
cal loads connected to its shaft. Electric 
motors have two major classifications de¬ 
pending upon whether their source of 
power is D.C. or A.C, 

3-28. D.C. Motors 

D.C Motors are used in electric 
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trains and tram-cars, and also in the in¬ 
dustry where smooth and effective speed 
control is necessary, In construction the 
D C. Motor is similar to the D.C. gene¬ 
rator, excepting a few modifications as 
required in certain applications of the 
motor. 

In Chapter 2 we saw that a current 
carrying conductor placed in a magnetic 
field experiences a force. As the Left 
Hand Rule states, the directions of the 
current, the magnetic field and the force 
will be at right angles to one another 

Fig. 3 30 shows an elementary D C. 
motor N and S are the stationary north 
and south poles, which produce the 
necessary magnetic field in the motor 
A coil is placed in two slots cut on the 
armature, so that when one coil-side 
passes through the centre line of a north- 
pole, the other passes through the centre 
line of a south-pole When the coil is 
connected to an e.m.f. source, a current 
will pass through it, and the current will 
enter by one coil-side and return by the 
other, as shown in the figure The direc¬ 
tion of the force experienced by each 
conductor at the position shown is indi¬ 
cated by the arrow Since each coil-side 
carries equal current, alicl is placed at 
position of identical magnetic field at 
given instant the two forces are equal in 
magnitude These two forces constitute 
a couple or torque, the value of which 
will depend upon the product of the force 
on each conductor and the distance bet¬ 
ween the coil-sides Since the armature 
is free to rotate, it will rotate in a clock¬ 
wise direction, as shown in the figure. 
If there is only one coil, the torque pro¬ 
duced will vary according to the positions 
of the armature conductor under the 
pole It will be at the maximum under 



the region of the centre of the pole, and 
zero in the inter-polar axis or when the 
coil has rotated by 90 degrees from the 
position of maximum torque. In an ac¬ 
tual motor, however, there is a large 
number of coils placed in a large number 
of slots on the armature periphery. At 
every instant, during the rotation of the 
armature, most coils will be under the 
poles linking flux, and very few coils will 
be in the inter-polar region without link¬ 
ing any flux Since armature coils are 
fed with current from the supply through 
the brushes and the commutator continu¬ 
ously, each coil develops a torque because 
of the current and the flux it links under 
the poles. The total torque developed 
by the motor is giveii by the sum of tor¬ 
ques contributed by each coil, If the 
field strength and the current reiiiain con¬ 
stant, the tofqiie will also temain con¬ 
stant. This torque, developed by motor, 
is opposed by the torqud df the mecha¬ 
nical load. Since the load-tofduei iriay 
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vary from time to time depending upon 
the actual application, the developed tor¬ 
que also must change to cope with it. 
The principle of this adjustment may be 
understood from the following considera¬ 
tions' 

Let the motor be on no-load initial¬ 
ly, and let it he connected to the supply 
Under this condition no mechanical tor¬ 
que is required and the motor is running 
light. If the strength of the magnetic 
field remains constant, the torque will be 
proi^ortional to the current alone. Since 
at no-load no torque needs to be deve¬ 
loped, the torque will be zero only when 
the current is zero, The current can be 
zero only when there is another voltage 
acro.ss the motor terminal equalling the 
value of the supply voltage but of oppo¬ 
site polarity This opposing voltage, 
brown as the ‘Back E M.F is produced 
in the armature conductors on account of 
their rotation in the magnetic field, and 
its direction is given by the ‘Right Hand 
Rule’ and its magnitude will be propor¬ 
tional to the speed of rotation. Tlris 
means that the back e.m f, exactly 
balances the applied supply voltage at 
no-load, and in the closed circuit of arma¬ 
ture there is practically no current. Now 
if a mechanical load is connected to its 
shaft, say, a brake, the motor shaft must 
move against torque produced by the 
brake. To do this, the motor must deve¬ 
lop torque to counter-balance the oppos¬ 
ing load-torque on its shaft. Therefore, 
the motor armature must draw current 
from the source of supply. The motor 
can draw current only when the back 
e.m f. is less than the applied supply volt¬ 
age which is usually assumed to be con¬ 
stant. The back e m.f, is reduced by the 
reduction in the speed of rotation The 


speed will reduce only by an amount 
which IS ]ust necessary to draw enough 
current to develop the required torque. 
Thus, the torque adjustment will be 
achieved only with a reduction in the 
value of back e.m.f, and in the speed 
reduction of the motor when the field 
strength remains constant A given value 
of back e m.f. can be obtained by any 
combination of speed and field strength, 
because it is directly proportional to both 
of them, Therefore, for a given load- 
torque, the speed of the motor can be 
varied by varying the field strength and 
the method is known as Field Control. 
From the same reasoning, it is quite clear 
that if the applied supply voltage across 
the armature is changed, the back e.m f 
must adjust itself to draw the requisite 
current from the source; and for a given 
value of field strength, this is possible 
only by a corresponding change in the 
speed Therefore, the speed of the motor 
can also he varied by varying the applied 
voltage to the armature, by putting re¬ 
sistance in series with it or by supplying 
from a variable voltage source, and this 
method is known as Armature Control. 
Usually, field control is used for increas¬ 
ing the speed and armature control for 
decreasing the speed fom its nominal rat¬ 
ed value. The D. C. motors are further 
classified as shunt, series and compound 
motors, depending upon the method of 
connecting their field-winding to the 
armature. Fig 3.31 shows the connec¬ 
tion diagrams of the shunt, series and 
compound motor. In the shunt motor, 
the field winding is connected in parallel 
to the armature, so that the same voltage 
is applied across the armature as well as 
the field-winding. In the series motor, 
the field winding is connected in series 
with the armature, so that the armature 
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and the field-currents are the same In 
the compound motor, there are two field- 
windings—each pole of the motor being 
excited by two field coils. One of the 
two windings is connected in series with 
the armature and is called the series 
Held, and the other in parallel to it and 
is called the shunt held. 

The performance of D C. motors is 
indicated by their operating characteris- 


1 P 0 Z I, 

i ■ newton—metres 

2)7 a 

vvhere 

P=Number of poles in the machine 
<|^=Magneuc flux per pole, in Webers 
Z= Total number of conductors in the 
armature 

Ia=Total armature turrent, in Amperes 
a=Number of parallel paths in the 
armature winding 


Series {leid Series Held 



Shunt tdotor Series Motor tompound Motor 


Fig. 3.31, Connections of Shunt, Series and Compound D.C. Motor 

tics. These characteristics show the 3-30 Speed of D. C. Motor 
variations of torque, speed, current and while explaining the mechanism of 
efficiency at various output-powers of the the load adjustments of D. C motors it 
motor, and depend upon the type of the ^35 shown earlier that the speed of the 
motoi as to whether it is shunt, senes motor must change to draw the corres- 
or compound-wound. Each type of mo- ponding current with a change of load 
tor (shunt, series or compound) has simi- and that this is accompanied with a 
lar characteristics, although the output- change in the back e.iu.f, which is given 
capacity or rating may vary over a wide by (as shown for induced e.m f of gene- 
range. rator) • 


3-29 Torque Developed by D.C. Motor 

We saw earlier that the magnitude 
of the torque developed by a D C motor 
will depend upon the force experienced 
by the various conductors and their dis¬ 
tance from the centre of the armature. 
The force on the conductors (as shown 
in Chaptei 2) depends upon the value 
of the magnetic field strength of the 
poles, and the current in them The 
current in each conductor depends on the 
number of parallel paths in the machine. 
So the torque developed by a D. C. 
motor can be expressed by the formula: 


If the applied voltage to the arma¬ 
ture is V volts then the net voltage act¬ 
ing on the armature circuit to circulate 
current through the armature is 
(V—Eb) volts. 

Therefore, from Ohm's Law, the cur¬ 
rent m the armature of resistance r^ is, 

, V-Eb 
ia=-amps 

or Eb=-V—L volts 
? 4>nZ 

or-=V-Lr,. 

a ad' 
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(V— la Ta) X a 
Therefore, n=- -p ^ z - 

per second (r.p.s.)- 


revolution 


3-31 D, C. Motor Starter 

So far, the various aspects of the 
motor were being considered on the as¬ 
sumption that the supply voltage was al¬ 
ways connected across the motor termi¬ 
nals Now let the case of a motor be 
considered while it is being connected to 
the supply to run it When a D C, mo¬ 
tor IS at rest (i.e., not running), there is 
no bach e mi,, so that the voltage acting 
on the armature circuit is only the sup¬ 
ply voltage V, and the current drawn by 
the armature will be V/r^ amperes. If 
the supply voltage is 220 volts and the 
armature resistanee is 0.1 ohm of a mo¬ 
tor of rated current, say 22 amperes, the 
current taken, just after the connection 
of the supply voltage and, before the 
/notor has started to rotate, ryill be 220/ 

0.1 = 2200 amps. This means that the 
starting current in the motor will be 100 
times the normal full-load current of the 
motor. The armature of the motor is 
sure to get burnt with such a large cur¬ 
rent, because this current will flow for 
some time till the armature has gather¬ 
ed suffleient spped and back e m.f. to re¬ 
duce this current. So a D C motor can- 
pot be switched on directly to the sup¬ 
ply, but some arrangement must be made 
to limit the current during the starting 
peiiod of the motor During this period, 
it must develop enough torque to rotate 
and accelerate the armature with its me¬ 
chanical load The apparatus by which 
this is achieved is called a stator 

Fig. 3.32 shows a D. C. motor star¬ 
ter Besides incorporating methods of 


limiting the current under starting condi¬ 
tions, the following additional features 
for the protection of motor qre added to 
automatically switch off the connection 
to the motor (i) wlienever power supply 
fails and (ii) whenever the mechanical 
energy drawn from the motor exceeds the 
values for which it is rated. Now let us 
learn something about the various parts 
of the starter and their functions One 
armature terminal is connected to A and 
one field terminal to F of the starter The 
other armature and field terminals are 
joined together and connected to one 
terminal of the D. C supply The othei 
supply terminal is connected to the 
handle-bar, which has an insulated knob, 
to be held with the hand, to move handle 
from "OFF” to “ON'’ position The 
handle has a piece of soft iron armatqre, 
which gefs attracted by the no-volt re¬ 
lease magnet when the handle is brought 
to the "ON” position against the torsion 
of the spring The spring always tends 
to keep the handle in the "OFF” posi¬ 
tion. 


When the switch is put on and the 
handle is brought to the position 1, the 
positive terminal of the supply gets con¬ 
nected to terminal A through the handle 
and the starter resistances Ri, R2, R3 and 
Ri series and to terminal F through the 
handle, the metallic piece and the “No¬ 
volt” release coil The negative terminal 
gets connected to the common terminal 
of the armature and the field. So cur¬ 
rent flows in both the field and the arma¬ 
ture windings But the current in the 
armature is kept down to a low value by 
the series resistances Ri, R 2 , R 3 and R 4 , 
while the current in the field will have 
its normal value. The motor will now 
develop sufficient torque and start rotat- 
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ing. As the motor speeds up the back, 
em.f produced thereby will gradually 
decrease the armature current and the 
handle can be moved gradually towards 
the “ON” position by cutting out the re¬ 
sistance steps The handle remains in 
the “ON” position, because of the 
current flowing through the field wind¬ 
ing In this position, the current 
in the field winding flows through 
the starter resistances, but since 
their combined resistance is very small 
compared to the resistance of the 
field winding, the field-current will be 
nearly the same as before. The motor 


now runs at normal speed with its me¬ 
chanical load If there is an over-load 
on the motor, it will draw more current 
from the supply. If this current is suffi¬ 
ciently high to damage the motor, the 
‘over-load release’ coil will be energised 
and it will close a contact which will by¬ 
pass the current through the "No-volt" 
release coil. Without any current in this 
coil, it will lose its magnetism and re¬ 
lease the handle, which comes back to 
the "OFF” position by the action of the 
spring and the motor is disconnected 
from the supply. 



Pis. 3.32. Connection Diagram of a D.C. Motor Starter 
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3-32. A.C Motors 

A C. motors are used extensively in 
the industry as well as for domestic use, 
as most of the electric power supply sys¬ 
tems are generally A.C. There are vari¬ 
ous types of A.C. motors, depending 
upon the requirements of their use. 
Broadly, A.C. motors may he classified in 
two classes, namely, Asynchronous and 
Synchronous. The speed of asynchro¬ 
nous motors of a given frequency changes 
withe hange of load, while with synchro¬ 
nous motors the speed remains constant 
at a given frequency irrespective of the 
load-changes The most important and 
widely used asynchronous motor is the 
Induction Motor. 

3-33. Induction Motor 

The starter of a three-phase induc¬ 
tion motor, together with its conductors 
forming a 3-phase winding, is similar to 
that of an alternator. Fig. 3.33 shows 
the construction of a 3-phase induction 
motor. The rotor may be of two types, 
namely, the Squirrel-cage and the 
Wound-Rotor. The squirrel-cage rotor 
is made by putting copper conductors 
without insulation in the rotor slots on its 
periphery and in an axial direction. Tlie 
ends of all the conductors are joined to¬ 
gether by two end-rings at the two ends 
of the rotor. When one sees only the 
conductors of the rotor with their end- 
rings, they appear to form a cage-like 
structure; hence the name squirrel-cage. 
The wound-rotor is made by having in¬ 
sulated conductors in the rotor slots ar¬ 
ranged as a 3-phase winding, the three ter¬ 
minals of which are brought out to three 
slip-rings mounted on the rotor shaft 
This IS wliv an induction motor with 
wound rotor is also known as slip-rmg 


motor Three terminals of the external 
resistances in star can then be connected 
to the rotor circuit through three sets of 
brushes, for starting and speed-control. 
If no external resistance is used, the three 
slip-rings arc short-circuited (joined to¬ 
gether) to provide closed circuit paths 
to the rotor induced currents. 



Fig. 3.33, Construction of Three-phase 
Induction Motor 



Dismantled Parts of a 3-phase Induction Motor 


The working-principle of the induc¬ 
tion motor may be understood from the 
following: 

In Chapter 2 we saw that a current 
flowing through a conductor produces a 
magnetic field. When the current is al¬ 
ternating, the magnetic field will also be 
an alternating one. When a 3-phase 
supply is connected to the three termi¬ 
nals of an induction motor, whose stator 
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may be connected in either star or m 
delta, 3-phase currents flow in the three 
phases of the stator winding, resulting in 
the production of three alternating mag¬ 
netic fields in the stator simultaneously. 
Tliese three alternating magnetic fields 
combine together to produce a rotating 
magnetic field of constant value in the 
stator. This means that, although the sta¬ 
tor and stator-conductors are stationary, 
there exists, in effect, alternately formed 
north and south poles (as in the case of 
a solenoid), rotating along with the 
field produced by them in the airgap 
between the stator and the rotor. This 
rotating field cuts the rotor conductors 
and induces voltage in them. Since the 
rotor-conductors are connected in a 
closed circuit, current flows in them 
along with a corresponding current in 
the stator windings similar to the trans¬ 
formers. The effects of this current in 
the rotor can be seen by applying Lenz's 
Law, according to which the force and 
the torque, produced by the interaction 
of this current and the rotating magne¬ 
tic field which is inducing it, must act so 
as to oppose the cause which is produc¬ 
ing this current. Tire cause of this cur¬ 
rent is the cutting of the conductors by 
the rotating magnetic field. This can 
be opposed only by a rotation of the 
rotor in the same direction as the rotat¬ 
ing magnetic field (see Fig. 3.34). This 
is so because, under this condition, the 
relative speed, with which the field cuts 
the conductors, decreases as the speed 
of the rotor increases. This results in the 
reduction of induced voltage in the ro¬ 
tor, thereby decreasing the rotor cur¬ 
rent with corresponding decrease in the 
stator. If there is no mechanical load 
on the rotor, no torque is present 
to oppose the rotation of the rotor. 


and so no current need flow in the 
rotor Therefore, the rotor induced- 
voltage may be zero, and the rotor 
speed becomes equal to that of the rotat¬ 
ing magnetic field. When there is a 
mechanical load in the rotor, the motor 
must develop a corresponding torque, 
and the speed of the rotor must de¬ 
crease to induce enough current neces¬ 
sary for running with the load. Since 
the speed under this condition is less 
than the speed of the rotating field, the 
rotor IS said to slip. The more the load 
on the motor the more will be the slip, 
which is the difference between the 
actual speed of the motor and the speed 
of the rotating field. The speed of the 
rotating magnetic field depends on the 
number of poles for which the 3-phase 
stator is wound, and the frequency of 
the A.C. supply to which the stator 
winding is connected. 



The speed is given by 

f p. n cycles per sec. 
where p is the number of pairs of poles 
and n is the speed of the rotating magne¬ 
tic field in revolutions per second. If 
the speed is to be obtained in revolu¬ 
tions per minute (Ns) and in terms of 
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the number of poles (P), then 
i20f 

N,= rev. per mm. (r.p.m ) 

It follows from this relation that the 
speed of the rotating magnetic field will 
be constant for a constant frequency and 
a given number of poles. Tliis speed 
is called the ‘synchronous speed' A 4- 
pole induction motor with a supply of 
50 cycles per second frequency will have 
a synchronous speed of 120x5/4--1500 
r.p ni. 

If the actual speed of a motor is N 
rp.m., then the slip-speed is (Ns —N) 
rp.m. When the slip-speed is express¬ 
ed as a percentage of the synchionous 
speed, the slip (s) is given as percen¬ 
tage slip. 

N,-N 

-X 100. 

If the 4-pole motor, considered earlier, 
runs at 1470 r.p m, then the percentage 
slip will be 

1500 — 1470 3000 

S=--X 1000=—=2% 


3-34 Induction Motor Starter 

If, while starting, the motor is swi¬ 
tched on to the full rated voltage, it 
may draw very large current which may 
be harmful to the motor itself, as well 
as to other apparatus connected to the 
same source of supply. Therefore, it is 
desirable that a lower voltage should be 
applied to the motor at the time of 
starting. This can be done by a ‘Star- 
Delta Starter'. 'This starter connects 
the 3-phase winding of the stator, in star 
during starting, and in delta when the 
motor has attained an almost normal 


speed. By this the starting voltage is 


V3 


times the voltage in the running condi¬ 
tion of the motor. TTie motor can also 
be started with another type of starter, 
called 'Auto-transformer Starter’ This 
also applies a reduced voltage during 
start and full voltage for run. Fig. 3 35 
shows a star-delta starter. 

In the 3-phase induction motor, star¬ 
ters are usually necessary for motors of 
larger power output. Small motors up to 
5 lew, rating may be started directly on 
the mains without a starter, because 
small motors take less current and can 
speed up quickly. 


nA|IT-<-- C - 



Fig. 8.3S. Coimectilons of a Star-Delta Starter 
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3-35. Single-phase Induction Motor 

The construction of this motor is 
similar to that of a 3-phase motor ex¬ 
cept that the armature has a 1-phase 
winding With a 1-phase winding 
alone, the motor cannot start when 
switched on to a 1-phase supply. For 
this reason another winding, called 
starting winding, is placed in the arma¬ 
ture slots with the other winding. In 
most motors, the starting winding is 
disconnected automatically as soon as 
the motor pichs up sufficient speed. This 
motor is used for small power outputs 
in pumps, refrigerators, and many other 
domestic appliances. 


why it IS called a ‘Universal Motor’ 
Tire pnnciple of its operation can be 
understood easily by considering a 
DC. senes motor. Fig. 3.36(a) shows 
that when terminal A has a positive 
and terminal B a negative polarity, 
the motor runs in the clockwise direc¬ 
tion. In Fig 3 36(b) the polarity is 
reversed, and terminal A is of negative 
and B of positive polarity Owing to 
this reversal, the polarity of the poles of 
the motor as well as the direction of 
current in the armature conductors get 
reversed But by applying the ‘Left- 
hand rule’ it may be seen that the direc¬ 
tion of torque remains the same, and the 
motor runs in the same direction as be- 




Flg. 3.36. Working Principle of the Universal Motor 


3-36. The Universal Motor 

There is a type of small motor, al¬ 
most similar in construction to a D.C. 
series motor, which can be used in 
either DC or A.C. supply. That is 


fore. When an A.C. source of supply 
is connected across A.B., the polarity of 
these terminals gets reversed every half 
cycle of the alternating voltage. But the 
direction of rotation remains the same 

The universal motors are used in 
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electric shavers, sewing machines, mo¬ 
tion-picture projectors, portable drills, 
small grinders and some other devices 
requiring small power. 

3-37. Synchronous Motor 

The construction of a synchronous 
motor and that of a 3-phase alternator 
are identical. The stator has a 3-phase 
winding and is connected to a 3-phase 
supply This will produce a rotating 
magnetic field m the stator Fig 3-37 
shows a two-pole motor The north 
and south poles of the rotating field are 
revolving at synchronous speed, given 
by Ns 120 f/P If the frequency is 
50 c/s, the synchronous speed is 3000 
r.p.m. Now, let the rotor be rotated by 
some other device and brought up to 



the synchronous speed and the field cur¬ 
rent be switched on. With this condi¬ 
tion, when the south pole of the rotor 
comes opposite the north pole of the 


stator, and the north pole opposite the 
south pole, the stator and rotor poles get 
locked together because of the force of 
magnetic attraction The motor now 
continues to run along with the stator 
rotating field at synchronous speed, in 
this locked state 

Synchronous motors are used where 
a load is to be driven at a constant 
speed. This motor has another advan¬ 
tage in this that it is possible to vary 
the power factor of the current, drawn 
by the motor from the A.C. source, to 
lagging or leading. At a certain value of 
the field current, the power-factor be¬ 
comes unity. When the field current is 
decreased below this value, the power 
factor becomes lagging, and when in¬ 
creased above this value, the power fac¬ 
tor IS leading. In fact, an ovei-cxcited 
synchronous motor without any mecha¬ 
nical load takes a current of 90® lead¬ 
ing power-factor, and as such behaves 
like a condenser. Under this condi¬ 
tion, the synchronous motor is called a 
‘Synchronous condenser’. 

QUESTIONS AND EXERCISES 

1 State three different kinds of effects 
of electric current, with an illustra¬ 
tion in each case. 

2. On what factors does the heat pro¬ 
duced by electric current depend ? 

3. State Faraday’s laws of electrolysis, 

4. Explain the principle of current 
measurement by a Silver voltameter. 

5. Distinguish between the wet and 
the dry types of primary cells 
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6 Explain how a primary cell cleve- 
lopes e m.f. 

7 What are secondary cells ? How do 
they differ from primary cells ? 

8. Describe a lead-acid storage bat¬ 
tery, explaining the chemical reac¬ 
tions for charging and discharging 
conditions.' 

9 Show, by means of a connection 
diagram, how you will charge a bat¬ 
tery from a D.C supply. 

10 How will you check the batter)' to 
ascertain its charging conditions ? 

11. State the rules for-charging a bat¬ 
tery. 

12. What is meant by the internal re¬ 
sistance of a battery ? What does 
this resistance represent ? 

13. Describe the various parts of an al¬ 
ternating current generator, indi¬ 
cating the functions of each 

14. Describe the constructional features 
of a D.C. generator. Explain how 
commutator makes it possible to 
obtain an unidirectional current 
from the machine where the voltage 
induced is of an alternating nature. 

15 Wliat is the basic principle of arma¬ 
ture winding in a D.C. machine? 
What will determine the voltage 
and current outputs of a machine? 

16. Explain, with diagrams, the differ¬ 
ences between ‘series’, ‘shunt’, 
and ‘compound’ generators. 


17 What is three-phase system of vol¬ 
tages and currents ? 

18 How is the A.C. ampere related to 
the D C. ampere ? What is the 
r.m.s value of an A C. voltage in 
terms of its maximum value? 

19. What do you mean by the state¬ 
ment that the current in a purely 
resistive A.C circuit is in phase 
with the voltage across it? 

20. Explain the term ‘power-factor’. 
What will determine the power- 
factor of an A.C. circuit? 

21 Derive the expressions for current 
and power in (a) a series circuit 
consisting of a resistance and an 
inductance, (b) a series circuit con¬ 
taining a resistance and a capaci¬ 
tance, when a voltage of known fre¬ 
quency is applied. 

22. A series circuit consists of a resis¬ 
tance of 10 ohms, an inductance of 
76 millihenries, and a capacitance 
of 200 microfarads. A voltage of 
110 V and of frequency 50 cycles 
per second is applied across the 
circuit. Determine the following: 

(a) the current in the circuit; 

(b) the voltages across (i) the re¬ 
sistance (ii) the inductance and 
(iii) the capacitance; and 

(c) the power-loss in the circuit; 

(d) the power-factor of the circuit. 
Ans: (a) 8.6 A. (b) (i) 86 V (ii) 

206 V (iii) 187 V (c) 740 W 
(d) 0.7825 

23. A parallel circuit consists of two 
branches A and B, and is connect- 
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ed to a 220 volts, 50 cycles per 
second supply. Branch A has a re¬ 
sistance of 20 ohms in senes with 
an inductance of 1.9 henries, and 
branch B a resistance of 25 ohms 
with a capacitance of 50 micro¬ 
farads. Calculate- 

(a) the currents in branches A 
and B; 

(b) the voltage-drops across the cir¬ 
cuit elements in both branches; 
and 

(c) the power loss in each branch 
and the total power loss. 

Ans: (a) 0.368A, 3,215A, 
(b) 7 36 V, 219 54 V, 80 37 V. 
204.79 V; (c) 2,70 W, 258.4 
W, 261. IW. 

24 What are the relations between (a) 
the line-and phase-voltages and (b) 
the line-and phase-currents of (i) 
star and (ii) delta-connected three- 
phase circuits ? 

25. What is the expression for power 
in a three-phase circuit in terms of 
(a) the line voltage and line cur¬ 
rent and (b) the phase voltage and 
phase current ? 

26. Explain the principles of operalion 


of a Transformer What is meant 
by ‘transformation ratio'? 

27 What happens in the primary 
winding of a transformer when the 
secondary winding is switched on to 
a load resistance? 

28 Explain how a D.C. motor develops 
the necessary load torque when it 
is mechanically loaded. 

29. Explain how the speed of a D C 
motor is varied by means of ‘arma¬ 
ture control’ and 'field control’. 

30 Describe, with sketches, the starter 
of a D. C. motor stating the function 
of each part, 

31 Explain the principle of action of 
an induction motor. Wliat is 
meant by the term ‘slip’? 

32 Describe two methods of starting 
an induction motor. 

33 How does a universal motor work 
from both the D C. and A.C. sup¬ 
plies ? 

34 How does a synchronous motor mn 
at synchronous speed ? 
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Measuring Instruments 
and Household Appliances 


measuring instruments 

l^EASuiUNG instruments are devices 
■^^■^-used to measure the various electri¬ 
cal quantities like current, voltage, watts 
and watt-hours. The instruments 
should have such characteristics that 
when placed in the circuits where these 
quantities are to be measured, their in¬ 
sertion in the circuit must not affect the 
values of those quantities as they existed 
until their insertion 

4-1. Ammeters 

An ammeter measures current in a 
circuit, and is to be placed in series 
where it is to be measured A type of 
ammeter which can measure current in 
both D C and A.C. circuits is the ‘mov¬ 
ing-iron’ ammeter Fig 4 1 shows the 
constmetion of a movmg-iron ammeter. 
It consists of a coil, wound on a bobbin 
made of insulating material. Inside the 
bobbin are two strips of soft iron, plac¬ 
ed axially and remaining nearest to each 
other when the instrument is not ener¬ 
gised One of them is fixed, while the 
other can move The moving piece of 
iron IS mounted on a spindle along the 
axis of the coil, which carries a pointer. 
The pointed end of the pointer moves 



over a graduated scale to indicate the 
measured quantity. The other end of 
the pointer extending slightly from the 
point of support on the spindle, carries 
some weights The arrangement is such 
that when the instrument is not ener¬ 
gised, the pointer rests on the zero of the 
scale, and the downward force or gravity 
on the weights acts vertically through 
the spindle, and so has no effect on the 
pointer As the pointer moves from its 
zero position, moving the weights along 
with it, the vertically downward force on 
the weights forms a moment about the 
spindle of the instrument which tends 
to restore the pointer to its original 
position. This is called ‘gravity con- 
ti:ol’. When a current passes through 
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the coil, it acts like a solenoid and the 
magnetic field produces a north pole at 
one end and a south pole at the other 
This field also induces magnetism of 
identical polarity at the two ends of the 
fixed- and movmg-iron strips. Since like- 
poles repel each other, a force of repul¬ 
sion is experienced by the two ends of 
the moving iron strip, which deflects 
the pointer. The restoring couple of the 
weights, also called ‘control weights’, 
increases with the increase of deflection 
of the pointer, so that the pointer comes 
to rest at a point where the deflecting 
couple (produced by the force of repul¬ 
sion) IS equal to the controlling couple 
of the weights. The controlling couple 
Can also be produced by a spiral spring 
on the spindle of the moving system. 

The induced magnetism in each 
strip of the iron is proportional to the 
magnetizing force, and hence to the 
current (I) in the coil. The force of re¬ 
pulsion IS proportional to the product of 
the pole-strengths of the two strips. 
Since both the pole-strengths are pro¬ 
duced by the same current, the force of 
repulsion or the deflecting couple will 
be proportional to the square of the cur¬ 
rent in the coil which may be written as 
Tjj = Kd P, where Kq is constant. 
Since the controlling couple is propor¬ 
tional to the deflection d, it may approxi¬ 
mately be written as 

6, where is another constant. 
The pointer will be at rest when 
so that 

Kd = K, e 

or e = ^ P = K.P, 

=K 

This shows that the deflection of the 
pointer will be pioportional to the 
square of the current, which means that 


the distance covered by the pointer will 
increase rapidly with the increase of the 
current For example, when the current 
becomes double, the pointer will cover 
four-times the distance it covered before. 

Now one will understand easily why 
this instrument will also work in A.C. 
During the positive half-cycle of the 
current, the deflection will be positive. 
During the negative half-cycle also, the 
deflecting torque will be proportional to 
( — I)^=-|-P and the deflection will 
be positive. Tims it is seen that with 
A C. also - KP where I is the 
r.m s value of the current 

Another type of ammeter called the 
‘moving-cofr ammeter is used to mea¬ 
sure currents in D C. circuit. The 
principle of its operation is similar to 
that of D.C. motors. Fig. 4.2 shows 
such an instrument. Tliis consists of a 
cylindrical magnetic core surrounded by 
two poles of a permanent magnet, with 
a narrow and uniform gap between 
them On the core is mounted a rec¬ 
tangular thin aluminium-former, which 
carries a coil, wound with very fine in¬ 
sulated wire, in the air-gap between the 



Fig. 4.2. A Moving Coil Ammeter 
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poles and the core The ends of the 
coil are connected to two control springs 
at the two ends of the core through 
which currents can be led into the coil. 
The spindle of the coil-assembly, mount¬ 
ed on two jewel-bearings, carries a poin¬ 
ter which can move over a graduated 
scale The springs always tend to bring 
the pointer back to its “zero” position 
when it is displaced from there 

When a current (I) passes through 
the coil, it experiences a couple, due to 
the force induced on the two coil sides 
under the two poles of the permanent 
magnet The deflecting couple is pro¬ 
portional to I, or 

Td = K, I 

and the controlling torque provided by 
the spring, is proportional to the deflec¬ 
tion 6, so that 
T, = K, e. 

When the pointer is at rest, Tn= 

and 0 = K- I. 

That is, the deflection is proportional to 
the current, which means that the scale 
markings will be uniform This is an 
advantage over the moving-iron type. 

Since an ammeter is to be placed in 
series with a circuit where the current is 
to be measured, the resistance of the 
instrument must be very small to cause 
a negligible voltage drop. If it is large, 
it will cause a large voltage drop and will 
reduce the current when inserted in the 
circuit, that is not desirable If the cur¬ 
rent to be measured in the circuit is 
large enough to bum the moving coil, a 
low resistance is connected across the 
instrument terminals, so as to divert 
most of the current through this parallel 
resistance, (called a ‘shunt’) and only a 
fraction of the mam current is passed 


through the instrument coil. With this 
arrangement, the scale of the instrument 
is also modified, or calibrated, as it is 
called, to the value of the mam circuit 
current so that, although the instru¬ 
ment carries a fraction of the main cur¬ 
rent, the reading always gives the value 
of the main current. The ranges of the 
current to be measured by an ammeter 
can be changed by adjusting the value 
of the shunt to suit the maximum cur¬ 
rent of the range. 

4-2. Voltmeters 

A voltmeter measures voltages across 
two points in a circuit. The mov¬ 
ing-iron and moving-coil instmments, 
that are used to measure cunents, are 
also used to measure voltages. Since a 
voltmeter is to measure voltage, it has to 
be connected in parallel across two points. 
There are two points to be considered 
for the use of these instruments as volt¬ 
meter. First, the resistance of the ins¬ 
truments is very small, and, if con¬ 
nected across two points directly, the 
voltage will always be sufficient to cause 
a current that will damage the instru¬ 
ment coil. Second, the current taken by 
instrument must be very small so as not 
to change or affect the normal current 
distribution in the circuit, as this will 
also change the voltage to be measured. 
These two problems are solved by con¬ 
necting high resistance in series with the 
instrument, so that the current taken by 
the instrument is small and corresponds 
to a value that will give full-scale deflec¬ 
tion when the instrument is used as an 
ammeter without shunt. The value of 
this series resistance, called a ‘multiplier 
resistance’, is adjusted to enable the 
same instrument to measure voltages of 
various ranges in various circuits. 
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4-3 Wattmetei*^ 

A watttlidttir measures power in a 
circuit A fcotlitnon type of this instru- 
ilient IS a ‘Dynamometer wattmeter’. 
The principle it works on is similaf to 
that of a 'moving cbil’ instfUlnerlt T'he 
instrument has two fixed coils instead 
of the two pcles of a piemianent mag¬ 
net Fig, 4 3 shoWs a Dynamometer 
type of Wattmeter. Thd twC fixed coils 
are connected in seneS in the circuit 
where the power is to be measured. 
Since they carry the current of the cir¬ 
cuit, the two fixed coils are aho called 
current coils The other coil is the 
moving coil and has a high resistance in 
series This coil is connected across the 
two terminals of the circuit in parallel, 
so that it has the voltage of the circuit 
across it at that point. Hence the mov¬ 
ing coil is also called the potential coil. 

The moving coil, carrying a current 
proportional to the circuit-voltage (V), 
is acted upon by a defleeting couple as it 
moves in the magnetic field, produced 



Fig. 4.3. A Dytiatiidni^ter Wattmeleir 


by the fixed coil and proportional to the 
currfent (I) in the circuit, Tliis means 
that the deflecting couple is proportional 
to the product of circuit voltage and cir¬ 
cuit current or the power, and may be 
written as 

To H^VI 

The controlling torque is provided by 
spring, and may be written as 

Tc=Kc d 

When the pointer is at rest, Tq— and 

^ = K. vi. 

This shows that the instrument deflec¬ 
tion 6 is directly proportional to the 
power (VI), and the scale of the instru¬ 
ment will be uniform, as in the case of 
a moving coil instrument 

When used in the A C circuit, this 
wattmeter will read the average value 
of the instantaneous product of voltage 
and current, which is the power, and 
given by VI cos <!>, cos ih being the po¬ 
wer factor of the circuit. 

There is another type of wattmeter 
called the ‘induction type’ as shown in 
fig 4 4 This can be used only in A,C 
circuits. It consists of a copper or alu- 
minimum disc which can rotate freely 
between the poles of two A C electro¬ 
magnets The alternating flux of each 
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Fig. 4.4. An Induction Type Wattmeter 
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magnet induces voltage m the region of 
disc under the poles This voltage pro¬ 
duces circulating current in the disc 
that is called “eddy current." The flux 
of one coil linking the current of the 
other coil will produce torque on the 
disc To make the resultant torque 
move the disc, it is ncccssaiy to have a 
phase difference between the currents 
flowing in the two coils This is ar¬ 
ranged by making the power factors of 
the circuits of the two coils different. 
For measuring power one coil (the 
cuirent coil) is placed in senes, and the 
other coil (the potential coil) in paral¬ 
lel With this connection, the resul¬ 
tant torque will be proportional to the 
powci in the circuit Since an induction- 
type wattmeter has spiral springs for 
restoring the pointer, the controlling 
torque is proportional to the deflection, 
Therefore, as for the dynamometer type 
of wattmeter, the deflection is propor¬ 
tional to the power in the circuit. 


4-4. Energy meters 

Tlie instrument used to measure 
energy m a circuit over a certain period 
of time IS called energymeter. Fig. 4.5 
shows an ‘induction type’ energymeter. 
This instrument is exactlv similar to the 



induction type wattmeter, except that 
there is no control-spring, but instead 
of this, there is a brake-magnet, which 
is a permanent magnet, mounted so that 
the mam disc of the instrument can ro¬ 
tate freely between the two poles of 
this magnet [f the disc rotates at a 
speed of N revolutions per second the 
e m.f induced by the flux of the perma¬ 
nent magnet in the disc will be propor¬ 
tional to N Flence the eddy-current 
also will be proportional to N because 
the resistance of the eddy-current path is 
a constant Applying Lenz’s Law to this 
case, it IS seen that the torque produced 
by the eddy-current with the flux of the 
Inake magnet must act in the opposite 
direction to prevent the rotation of the 
disc and that is how it brakes the disc 
The magnitude of this torque will be 
proportional to the eddy current, the 
flux being constant Therefore, the 
braking torque will be proportional to 11 , 
and may be expressed as Tb = Ki n, 
where Ki is a constant. The deflecting 
torque which is rotating the disc is pro¬ 
portional to the power P in the cir¬ 
cuit, and may be expressed as To = K 2 
P, where K 2 is a constant. The disc 
runs at a constant speed when there is 
no accelerating torque acting on the 
disc, and that happens when TD=Tb. 
Therefore, at constant speed 


K, 


u—p, where Kg is a constant. 

Under this condition the speed of the 
disc is proportional to the power in the 
circuit 


Let the power P be in kilowatts and 
the speed N be in r.p.m Then in one 
minute, the disc makes N revolutions 
and the energy consumed in the cir¬ 
cuit m one minute will be 


Fig. 4.5. An Induction Type Energymeter 
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Energy=Power X time=PN — min. 
PN 

_ ^ K„h. 

PN 

Therefore, -^K„h corresponds to N 
oO 


revolutions 


6 oN 60 

or I Kwh will correspond to-p^ 

revoluuons. 

So, the number of revolutions made by 
the disc of the energymeter is a measure 
of the energy consumed, In an actual 
energymeter there is a train of gears 
with a transmission ratio m each 
step, with a dial for every step. This 
makes it possible to measure energy in 
steps of 1, 10, 100, 1000 and 10000 
of a unit (Kwh). 


A common type of D C. energy¬ 
meter is the mercury energymeter, as 
shown in fig. 4.6. In this case also, a 
copper disc rotates under the poles of 
two sets of permanent magnets, Tlie 
chamber in which the disc rotates is 
made of two round brass-plates placed 
one above the other and separated by a 
fibre ring. The vertical centre-line of 
the chamber is in line with the axis of 
the disc’s spindle The chamber is filled 
with mercury. The two sets of the pole 
pieces of the permanent magnets are 
forced into the brass-plates, and are 
placed on the two sides of the spindle in 
a position diametrically opposite to each 
other. The current of the circuit is led 
into the meter through a contact placed 
on the fibre-ring at the periphery of the 
chamber and it reaches very near to the 
disc with a very small gap filled with 
mercury. The current, comes out of the 
disc through a screw at the lower sup¬ 
port of the spindle. When a curent 
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Fig. 4.6. A Mercury Energymeter 


flows through the contact, the mercury 
and the disc, the radial portion of the 
disc, which is under one set of perma¬ 
nent magnet, experiences a force (ac¬ 
cording to the Left-hand Rule) and the 
disc starts rotating. The developed 
torque will be proportional to the cur¬ 
rent (I). As the disc starts rotating, a 
braking torque will be acting on the disc 
due to the other set of permanent mag¬ 
nets, As shown earlier, the braking tor¬ 
que will be proportional to the speed 
(N). Therefore, when the disc is rotat¬ 
ing at a constant speed, these two tor¬ 
ques will be equal and the speed will 
be proportional to the current. This can 
be written thus: 

N= K I. 

If the disc makes N revolutions, say, in 
one hour, then N revolutions will be 
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proportional to I ampere-hours Tliere- 
fore, this instrument is known as an 
‘Ampere-hour Meter’. If the voltage of 
the circuit is known, then the ampere- 
hours can be multiplied by this voltage 
to give watt-hours, which again can be 
calibrated in terms of Kwhs Although 
the instrument measures ampere-hours, 
the train of dials can be graduated in 
Kwh and their multiples 

The energyineteis are also known as 
‘House-service Meters’, because the sup¬ 
ply authorities install this meter, for 
billing purposes, in every house to which 
electrical energy is supplied. 

HOUSEHOLD APPLIANCES 


part of the bimetal strip expands more 
than the iron part and the strip bends 
disconnecting the terminals at the con¬ 
tact point. When the strip cools, it be¬ 
comes straight again and closes the 
contact. 

Tliis device may also be arranged m 
such a manner that, under normal opera¬ 
tion, the contact will be open, and at 
high temperature the contact will be 
closed by the bimetal strip. 


Terminals 


V 


Contact Point 
Brass 


Most household heating appliances 
make use of the principle of obtaining 
heat by passing current through resis¬ 
tance coils. Each of these appliances 
use resistance elements. The differences 
in the construction of the appliances are 
the location, utilisation and control of 
temperature of these elements 

4-5. The Thermostat 

A thermostat controls the operation 
of most of the heating appliances by 
acting as a switch. It consists of a 
bimetal ship which is placed in that re¬ 
gion of the appliance where heat is pro¬ 
duced, and is connected to one termi¬ 
nal The other terminal is connected 
to a fixed contact point. The bimetal- 
strip is made by joining two strips of 
different metals, having different coeffi¬ 
cient of linear expansion, say, brass and 
iron. Fig. 4.7 shows that arrangement 
of the device. When the temperature 
is within the safe value, the terminals re¬ 
main closed through the contact point 
and the bimetal strip If the tempera¬ 
ture rises above the safe limit, the brass 


Iron 

Coniaoi closed 



Contact closed 


Fig. 4.7. A Bimetal Thermostat 
4-6. The Toaster 

'The heating elements of a Bread- 
toaster are made of flat ribbon-shaped 
wires wound on sheets of mica. These 
elements are mounted on the toaster 
frame Fig. 4 8(a) shows the electrical 
circuit diagram of a common toaster 
The heating elements are connected in 
parallel and may have a power rating of 
approximately 1000 watts The main 
switch is closed when the toaster-carriage 
is pushed down. 

Many toasters have automatic devices 
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Fig. l.B. Electrical Circuit Diagrams of Electric Toaster 


controlling the toasting and the bread' 
raising mechanism, when the toasting is 
complete. Fig. 4.8(b) shows the elec¬ 
trical circuit of such a control arrange¬ 
ment. A bimetal strip, wrapped by a 
heating element, controls a timer switch, 
which in turn controls the main switch. 
When the toaster is switched on, cur¬ 
rent passes through the bimetal-strip 
heating element. Tliis heats the strip 
and It begins to bend. After bending to 
a certain extent, the strip pushes the 
timer switch to the 'on’ position which 
short-circuits the bimetal strip heating 
element and no current flows through it. 
The bimetal strip now cools down, and 
starts bending in the opposite direction 
and, after some time, pushes another 
lever, which releases the spring-driven 
toaster carriage upwards. 'TTiis action 
also puts the main switch and the timer 
switch to the ‘off’ position and thus 
completes the toasting. 

4 “ 7 * Th® Clothes Iron 

The clothes iron is used to press the 
garments and other clothes by the heat, 
produced in some resistance elements 
inside the iron The ordinary irons do 
not possess any temperature control de¬ 
vice, and they give heat at a certain 
constant rate depending upon the watt¬ 


age of the lieating elements. Such an 
iron may attain a I’Ciy high temperature 
if Iccpt on to the supply for some time 
without using it 

Another type of iron has two biine- 
tal strips to control its operation and 
protect it from excess of current. Fig. 
4 9(a) shows the construction of such 
an Iron In fig. 4 9(b) is shown the 
working principle of the bimetal-strip 
operation, The thermostat is connected 
in series with the heating element. When 
the iron is switched on to the supply 
the thermostat contacts are closed and 
the circuit to the heating clement is 
complete As the Iron gets heat¬ 
ed owing to the current flowing 
through the heating elements, the bime¬ 
tal strip is also heated and it bends to 
open the circuit. When the iron has 
cooled down to a certain temperature, 
the thermostat contacts close again. 
This action is repeated during the opera¬ 
tion of the iron and the temperature of 
the iron is maintained more or less to a 
constant value during its use. The 
temjDerature at which the iron is to 
work can be set by a heat-regulator 
knob. The heat-regulator acts on a 
lever, which can increase or decrease 
pressure between the thermostat con¬ 
tacts by screwing or unscrewing the 
knob. As the pressure increases, the 
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Fig 4. 9. Working Principle of an Electric Iron 


temperature of the iron must increase be¬ 
fore the contacts can be opened In 
many irons a bulb is connected, as 
shown m the figure, to indicate that the 
non has attained its maximum tem¬ 
perature When the contacts separate 
the voltage of the supply appears across 
the bulb and it glows 

4-8, The Electric Cooking Range 

In its simplest form this device is 
very commonly known as ‘Electric Hea¬ 


ter. It consists of a porcelain body with 
circular groves where the resistance coil 
can be placed This porcelain body, as 
shown in fig. 4 10(a), electrically insula¬ 
tes the resistance element, and is sup¬ 
ported by a metallic body at the bottom. 
Tlie terminals are on one side of this 
body and a pair of connecting wires are 
brought out through holes of small por¬ 
celain tubes On the top of the porce¬ 
lain body is an iron-grid, which protects 
the porcelain as well as prevents the 
utensils used for cooking from coming 
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into contact with the porcelain and the 
heating elements. The amount of heat 
that the heater can give out depends on 
the resistance of the element, and is 
given m terms of wattage of the heater. 
'^Tlie usual sizes are 500 W, 750 W, 1000 
W and 1500 W. Fig 4 10(b) shows 
the connections of the heating element. 


The wire is insulated from the tube by 
a substance abn to magnesium oxide 
The special property of this substance is 
that though it is an electrical insulater, 
its thermal or heat-conductivity is 
high. Hence the heat developed by the 
elements can come out even though the 
elements are completely covered This 



(a) (b) 

Fig. 4,10, An Electric Heater 


The construction of a modern Elec¬ 
tric Range is shown m fig 4 11(a) The 
top heating element consists of a resis¬ 
tance wire placed within a metal tube 



(ai 


construction increases the life of the 
clement, and also ensuies safe operation 
in that there is practically no pos¬ 
sibility of an operator getting electric 
“shock”. 

The temperature of the top element 
IS controlled by controlling the current 
in it by a beat selector switch. This 
switch connects the heating elements m 
various ways to the supply, Fig 4.11(b) 
shows that B and C elements are always 
in senes and the total resistance is equal 



Fig. 4.H. A Cooking Range 
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to that of A. In the “high” position 
the two equal resistances arc in parallel 
and gives the maximum heat output. In 
the “medium” position only one Resist¬ 
ance (B and C) is in circuit In the 
“low” position all resistances (A, B and 
C) are m series, giving the lowest pos¬ 
sible current and the lowest heat. 

4-9. Electric Bell 

Electlic bells arc used as ‘calling 
bell’ in houses where a switch is placed 
at the entrance They are used in offi¬ 
ces, and in industry foi indicating alarm 
Fig 4 12 shows an electric bell with its 
various parts. When the switch is put 
on, a current flows through the electro¬ 
magnet, via the contact-point and con¬ 
tact strip. This will energise the elec¬ 
tro-magnet and the armature will be at¬ 
tracted by the core of the electro-mag¬ 
net This will result in the separation 
of the contact strip from the contact 
point, and the current in the circuit will 
be interrupted. Without any current in 
the electro-magnet, it loses its magne¬ 
tism and the armature comes bach to 
its original position because of the pull 
of the spring As soon as this happens, 
the contact strip touches the contact 
point and the circuit becomes closed 
again, and the whole cycle of operation 
is repeated. This shows that the arma¬ 
ture will move to and fro, thereby mov¬ 
ing the clapper on the gong, and the bell 
will ring continuously so long as the 
switch is kept on 

In D.C. circuits, the core of the elec¬ 
tro-magnet may be a plain soft iron cy¬ 
linder. In A C. circuits, a slot is cut at 
the end of the core, and a copper shad¬ 
ing-ring is put on in slot round the 



outer surface. Without this shading 
ring the core will not be able to pull the 
armature. 

4-10. Electi-ic Fan 

An electric fan is nothing more than 
an electric motor, to which arc attached 
two or three blades, so that when the 
fan rotates, it can displace or blow air 
A D.C fan is a D.C. seiics motor, with 
the usual poles A C, fans are single¬ 
phase induction motors Fig 4,13 
.shows a shaded-pole type Tphase induc¬ 
tion motor In this case two out-of¬ 
phase fluxes are produced under the 
main-pole and undei the shaded-pole 
The induced current due to one, with 
the flux of the other pole, produces the 
necessary torque and the motor rotates 
with a slip coiresponding to its synch¬ 
ronous speed. Since these motors are 
usually made for four poles and the 
frequency is 50 c/s, the speed of the 
motor is little less than 1500 r.p.m. 

The speed of the fans are controlled 
by regulators. A regulator has a num¬ 
ber of resistance-steps in series, and is 
connected to the fan-motor in series 
with the Supply The applied voltage to 
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t]ie motor can be varied by varying these Afterwards it flows again to the cvapo- 
resistances, in steps, and so the speed rator coils, and the cycle of operation 
can be controlled. continues as long as necessary. 


Shaded Pole 



4-11. Refrigeration and Air-conditioning 

The basic principle of operation of 
the refrigerators and air-conditioners is 
that all liquids absorb heat, called the 
latent-heat of evaporation, when they 
evaporate. In these cooling appliances, 
a liquid hnown as the “refrigerant" is 
circulated through tubes made of thin 
metal The tubes are shaped like coils 
which are called evaporator coils The 
substance used as a refrigerant has a very 
low boiling point, which means that the 
substance evaporates at a very low tem¬ 
perature Therefore the evaporator coils 
arc cooled and they absorb moisture 
from the surrounding air. The evaporat¬ 
ed refrigerant is then taken out of the 
coils and passed through a compressor 
and a condenser, resulting in its cooling 
and changing back to the liquid state. 


4-IZ. The Refrigerator 

Fig 4.14 shows the important parts 
of an electnc refrigerator. The refri- 


Attumuioiof 



Fig. 4.14. Working Principlle of a Refrigerator 
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gerant commonlv used is called 'freon'. 
The evaporator tubes are located in the 
upper part to the cabinet of the refru 
gerator. The compressor is driven by 
a Tphase induction motor There is a 
thermostat controller near the tubes 
When the temperature inside the cabi¬ 
net rises above a eertain minimum set 
temperature, the thermostat closes a 
contact and the motor drives the com¬ 
pressor. The compressor pumps the 
evaporated ‘freon’ out of the tubes and 
cools it and brings it to the liquid form. 
The liquid freon is then forced back 
into the evaporator coils where it eva¬ 
porates again thereby taking away the 
heat from the freezer compartment of 
the refrigerator. In this way the cycle 
repeats itself so long as the refrigerator 
is in operation. When the temperature 
inside falls below a certain value the 
thermostat control opens the switch of 
the compressor motor. The refrigerator 
remains in this condition until the free¬ 
zer compartment absorbs enough heat 
Tins heat is absorbed from outside 
through the refrigerator body and other 
leakage paths so much so that the tem¬ 
perature inside rises sufficiently to 
operate the thermostat which closes the 
contacts. Tliis results m the starting of 
the motor again and repeating the cycle 
of actions. 

Tlie compressor motor has a starting 
—and a running—winding A motor 
starting relay cuts in and out the start¬ 
ing winding as shown in fig. 4.15. 
When the refrigerator needs cooling the 
supply is connected to Li and Lz termi¬ 
nals through the switch controlled by 
thermostat A current now flows through 
the running winding and the relay coil. 
The relay coil gets energised and closes 



Fig, 4.15, Automatic Control Circuit of a 
Refrigerator 


its contacts, thereby allowing currents to 
flow through the starting winding also. 
The motor starts and gradually speeds 
up. After it has gathered sufficient 
speed the current in the running wind¬ 
ing decreases and the relay current be¬ 
comes insufficient to keep its contact 
closed. Hence the current in the start¬ 
ing winding stops flowing and the motor 
runs with only the running winding con¬ 
nected to the supply. 

If the motor becomes over-loaded, 
its speed falls, resulting in an increase 
in the current drawn from the supply. 
This excess current heats the bimetallic 
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slnp of the over-load relay and the strip 
bends to push a lever, disconnecting the 
supply from the motor windings 

4.13. Air-Conditioner 

An air-conditioner cools, dehumidi- 
fies, cleans, and circulates the air with¬ 
in a certain space. This is used in dwell¬ 
ing houses, offices, and factories, and 
is nothing more than a refngeration 
unit Figure 4 16 shows the main parts 
of an aii-conditioner Air from a room 
is drawn through a filter which removes 
dirt, dust and other suspended particles 
from it. It is then passed through an 


evaporator coil cooling assembly. The 
coils are cooled by the evaporation of 
the refrigerant as for a refrigerator The 
cooling capacity of an air-conditioner 
may be given in terms of heat units like 
kilocalories. One kilocalorie represents 
the amount of heat required to raise the 
temperature of one kilogram of water 
through one degiee centigrade Tire 
kilocalories rating of an air-conditioner 
gives one an idea of how' much heated 
air it will remove from a room to the 
outside atmosphere during a given 
period of time, usually one hour Tire 
greater this rating, the larger will be the 
space that the air-conditioner will cool 
under any given temperature condition 



Fig, 4,16, An Air-conditioner 
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QUESTIONS AND EXERCISES 

1. Explain with sketches the working 
principle of (a) a movmg-iron am¬ 
meter (b) an induction type watt¬ 
meter. 

2 Explain why (i) an ammeter 
should not have large resistance 
and (iil a voltmeter should not 
have low resistance. 

3. How can you use a moving-iron or 
a moving-coil instrument either as 
an ammeter or a voltmeter? How 
can their working ranges be ex¬ 
tended? 

4 Describe briefly a dynamometer 
type of wattmeter 

5 Name the types of instruments that 
can be used on both D C. and A.C. 
supplies? 

6 How does an energymeter record 
kilowatt hours consumed by an user 
of electricity in an AC, system? 


7 Describe constructional features of 
a DC energymeter Explain the 
principle of its operation 

8. What is a thermostat? How does it 
work as a switch when the tempera¬ 
ture in an apparatus changes? 

9. Describe with circuit-diagrams 

(a) a bread toaster, 

(b) an electric iron for pressing 
clothes, 

(c) a cooking range 

10 Show, by means of a diagram, how 
an electric bell works with DC. 
supply. What modification is ne¬ 
cessary to make the bell work on 
A C supplies also? 

11 Explain the principles on which an 
AC. fan works. 

12 Describe, with diagram, the princi¬ 
ple of operation of (i) a refrigera¬ 
tor and (li) an air-conditioner 
How does the automatic switch 
controls the compressor motor? 
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limit the supply voltage to about 110 
volts From the distributors controlled 
by the supply authority, one ‘phase’ or 
‘live’ wire and one neutral wire are 
brought into the premises of a consumer 
through the service main This may 
come in the form of an overhead con¬ 
nection or by an underground cable, as 
shown in fig, 5.1. Preventive measures 
against accidents involving life and pro¬ 
perty must be taken, as the electrical 
lines are brought into and distributed 
inside the house. The most important 
of them is the provision of a ‘fuse’ The 
fuse is a piece of thin wire of silver 
gilted copper. When an abnormally 
high current passes through it, the heat 
developed in the fuse-wire is sufficient to 
melt it, and thus the circuit m which 
it is placed gets disconnected The fus¬ 
ing current depends on the size and the 
meterial of the fuse-wire. Fuse-wires 
are made for current-ranges of 2 amps 
to 100 amps, Various t3^es of fuses will 


be described latei in this chapter A fuse 
is always placed on the phase or live 
wire, and not on the neutral 

A fuse, called the ‘aerial fuse’, is 
placed on the wire connecting the phase- 
wire of the service main at the pole of 
the distnbutor. Fig. 5 2 shows various 
parts and devices in the consumer’s 
house at the point where the service 
main enters the consumer’s permises. 
The incoming cable enters the cable-box, 
from where the live wire (L) goes 
through a cut-out or fuse, and the neu¬ 
tral wire (N) directly, to the incoming 
terminals of the energymeter From the 
cnergymeter two terminals go out to the 
main switch. There is a fuse on the 
live wire inside the main switch From 
the main-switch, the two wires go to a 
distribution or fuse-board, from where 
pairs of one live and one neutral wire 
are distributed to the various parts of the 
house. The live wire of each pair passes 



Fig. 5.2 Meter-box In the Consumer’s Premises 
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through a fuse m the fuse-board The 
cut-out and the energymeter which are 
controlled by the supply authority, 
should he placed in an accessible posi¬ 
tion in the consumer’s premises, so that 
It may not in any way be difficult for 
persons authorised by the supply organi¬ 
sation to replace the fuse or read the 
energymeter when such occasions arise 
The main switch, fuse-board and energy- 
meter (generally called house-service 
meter) are all housed in a wooden en¬ 
closure called switch board. 

5-2. General Requirements 

With regard to wiring in the premi¬ 
ses of the consumers, there are certain 
general requirements that must be ful¬ 
filled. All installations must conform 
to the provisions of Indian Electricity 
Rules, 1956. All materials used m the 
installation should be of standard quality 
as laid down by the Indian Standards 
Specifications (ISS). The work should 
be carried out under the direct supervi¬ 
sion of a person holding a certificate of 


competency issued by the State Govern¬ 
ment. 

The general lay-out of the wiring, as 
shown in fig. 5.3, should be such that 
‘power’ and ‘heating’ sub-circiuts are 
kept separate and distinct from the 
‘lighting’ and ‘fan’ sub-circuits. Pumps, 
heaters and other household electrical 
appliances are usually connected to a 
'power' and ‘heating’ sub-circuit while 
lights, fans and other similar loads, hav¬ 
ing a capacity not exceeding 100 watts, 
are mostly connected to a ‘lighting’ and 
‘fan’ sub-circuit A sub-circuit means a 
branch of the mam circuit, to which the 
incoming supply lines are connected. 
There are ‘main’ and ‘branch’ distribu¬ 
tion boards in the distribution sys¬ 
tem of the premises The power 
first enters a main distribution board, 
and some main circuits connect them to 
a number of branch distribution boards. 
All runs of wiring (actual route of the 
wires in the house) and the exact posi¬ 
tion of all ‘points' (where the loads are 
connected) and switch boxes are marked 
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Fig. 5.3, General Lay-out of a Wiring Scheme 
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in advance on the plan of the building 
or m the building itself, and approval 
of the engineer in charge or of the owner 
IS obtained before the beginning of 
actual work. The minimum cross-sec¬ 
tion of wires to be used for sub-circuit 
wiring is 1.00 mm® (sq.mm) copper, 
and 1. 50 mm® aluminium, and for po¬ 
wer circuits 1.50 mm® copper and 
2.50 mm® aluminium. The minimum 
cross-section of wire of flexible chord 
IS 0 40 mm®. 

All standard copper conductors, hav¬ 
ing a cross-sectional area greater than 
6 75 mm®, are provided with ‘soldered’ 
terminals or lugs at their ends. This is 
necessary to have the current properly 
distributed in all the strands of the wire 

To estimate the current to be carried 
by any conductor, incandescent lamps 
are rated at 60 watts, unless otherwise 
specified. Ceiling fans, table fans and 
ordinary socket-outlet points are rated at 
60 watts, fluorescent lamps at 40 watts, 
and power socket-outlet points at 1000 
watts, unless actual values are known or 
specified. 

All joints in conductors, necessary for 
branching out wires at intermediate posi¬ 
tions between ‘points’ are made by 
means of mechanical connectors, placed 
in joint-boxes. A connector is a mecha¬ 
nical clamp inside an insulating mate¬ 
rial, usually porcelain, which connects 
the ends of wires together, as shown in 
Fig. 5 4 A pint box can be eliminated 
by using the looping-back system. In 
this system, the required branch of the 
conductor or wire is taken out from the 



nearest available ‘point’, where the parti¬ 
cular wire has terminated Tliis may also 
be obtained from the nearest switch¬ 
board No bare or twist-joints are made 
at intermediate points in the through 
run of wires between two ‘points’ If any 
joining becomes unavoidable, such joints 
should be made through proper cut-outs 
and junction boxes or joint boxes. 

5-3. Main Switches and Switch Boards 

All main switches are of metal-clad 
enclosed pattern or of any insulated en¬ 
closed pattern which are fixed at close 
proximity to the point of entry of sup¬ 
ply. Switch boards are never mounted 
on a damp surface or very near to gas- 
stoves or sinks, in bathrooms, in lava¬ 
tories or toilets, or in kitchens. For 
small installations of 250V supply, the 
switch board is usually made of teak- 
wood, which is properly seasoned and 
coated with varnish. Large switch¬ 
boards of 400V 3-phase supply, are ac¬ 
commodated in steel-framed boxes or 
teakwood boxes, with proper access and 
clearances. Fig. 5.5 shows various types 
of switches and switch boards A two- 
pole switch for one live and one neutral 
wire, contains circuit isolating or discon¬ 
necting arrangement on both the wires, 
together with a fuse on the live wire cir¬ 
cuit and a link on the neutral. 
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5 -4. Main and Branch Distribution Boards 

Fig. 5.6(a) shows the ‘main’ and 
‘branch’ distribution boards. A main dis¬ 
tribution board is provided with a switch 


on each pole of each circuit, a fuse on 
the phase or live conductor and a link 
(a metallic strip connection) on the neu¬ 
tral or earthed conductor of each circuit 
are also provided Tire switches must be 
linked (operate logethei) as shown in 
fig. 5 6(b) Branch distribution boards 
are provided with a fuse 011 the live con¬ 
ductor of each circuit, and the neutral 
conductor is connected to a common 
link, which should be capable of being 
disconnected for testing purposes at the 
time of invcslrgatnig the causes of defects 
in the circuit Usually, one spare circuit 
of the same capacity is provided on each 
blanch distribution board Lights and 
fans may be wired on a common circuit. 
Such sub-circuits do not have more than 
a total of ten points of lights, fans and 
socket outlets The load of such circuits 
is restricted to 800 watts As regards 
power circuits the outlet will be provid¬ 
ed according to the load for these circuits, 
but in no case will there be more than 
two outlets on each circuit, restricting 
(he power drawn to 2000 wattts 

The distribution boards are located 
as near as possible to the centre of the 
load that they are intended to control, 
and placed on the wall in an accessible 
position for the replacement of the fuses. 
They are usually of the mctul-chd type. 

In wiring a branch dishibution board, 
the total load of the consuming devices 
is divided, as far as possible, evenly 
among the number of ways of the board, 
leaving the spare circuit for future exten¬ 
sion. All connections between pieces of 
apparatus or between apparatus and ter¬ 
minals on a board are neatly arranged in 
a definite sequence, following the 
arrangemcnls of the apparatus, avoiding 
unnecessary crossings. 
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The fuse is mounted on a porcelain 
carrier for its support, as shown in Fig. 
5.7 A fuse-carrier is never to be fitted 
with a fuse-element (fuse wire) larger 
than one for which the carrier is provid¬ 
ed. The current-rating of a fuse should 
not exceed the current rating of the smal¬ 
lest cable in the circuit protected by the 
fuse. Every fuse has on its own case or 
cover, or in an adjacent conspicuous po¬ 
sition, a clear and indelible indication 
of its appropriate current rating, that is, 
the circuits in which it can be used for 
protection 

5-5. Passing of Wires through Walls and 

Floors 

Care is taken to see that wires pass 
very freely through protective asbestos 



Fig. 5.7. Fuse-holder and Carrier 

or galvanised steel pipes, which are plac¬ 
ed in the holes on the wall through 
which the wires are to pass, and that 
the wires pass through straight v'ithou 
any twist or cross in wires, on either side 
of such holes. The ends of the pipes 
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or conduits are neatly bushed with por¬ 
celain, wood or other insulating material. 
Insulated conductors, while passing 
through the floors, are protected against 
any mechanical injury by means of steel 
conduits 

5-6. Fixing to Walls and Ceilings 

The supports of the wires must be 
fixed to the walls or ceilings in a secure 
manner. The type of support needed 
by the wires will depend upon the system 
of wiring. In order to fix the supports 
plugs or blocks of well-seasoned teak- 
wood are used Their size is 5 cm long 
and 2 5 cm square on the inner end and 
2 cm square on the outer end, as shown 
in fig. 5.8, They are embedded into 
the wall, leaving a gap of 6.5 mm on the 
surface, which is later filled up with plas¬ 
ter or lime according to the nature of 
the wall surface. 

5-7. Fitting and Accessories 

For ‘points’ on the ceiling, ceiling 
roses, as shown in Fig. 5 9, are used 
These, and similar attachments are used 
only up to a circuit voltage of 250 volts. 
Normally one flexible chord (flexible 
insulated wire) is attached to the two 
terminals of a ceiling rose. Incandes¬ 
cent lamps with a light-reflector may 
also be suspended from the same flexible 
chord. For lamps with heavy reflectors 
and shades, and for fans, firm support is 
provided separately from which they 
hang freely, and the flexible chord is 
used to connect the lamp or fan to the 
ceiling rose 

A socket-outlet does not have any 
fuse terminal as an integral part of it; 
the fuse may be, if necessary, included 



Fig. S.8. A Wooden Plug 


Fig. 5.9, Ceiling Rose 

in the plug. Every socket-outlet is con¬ 
trolled by a switch, which is located very 
near to it or combined with it The 
switch is needed only on the ‘live’ side 
of the line. Ordinary socket-outlets are 
fixed at a convenient place 23 cm above 
the floor level, and must be placed away 
from possible sources of mechanical in¬ 
jury. Power sockets and plugs, shown 
in Fig. 5.10, which are meant to give 
connection to devices drawing a current 
of 5 to 15 amps, are of three-terminal 
type, one for line (marked L), second 
for neutral (marked N) and the third 
for Earth (marked E). The two termi¬ 
nal sockets and plugs providing connec¬ 
tion to L and N are of smaller diameter 
than the one marked for Earth connec- 
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tion For devices consuming currents 
less than 5 amps, such as lamps, only 
two socket-outlets and two pins will be 
provided, both pins being of the same 
diameter. The diameter of these pins 
or socket-outlets will be larger for larger 
currents When using the three-pin 
plugs, a third wire is necessary to con¬ 
nect the ‘Earth’ pin to the metallic 
body of the domestic appliances. 

Every lighting fitting having lamps, 
fans and similar loads, is controlled by a 
switch and, where control at more than 
one point is necessary, by as many two- 
way and intermediate switches (to be 
desciibed later) as there are control 
points. 

There are many types of lamp-hol¬ 
ders as shown in Fig 5.11. The lamp¬ 
holder has two terminals, connected to 
the ceiling rose, and holds the lamp so 
as to connect the terminals to the cor¬ 
responding points of the lamp. An 
adapter is used sometimes to extend the 
point to some other location with the 
aid of a flexible chord. 




Socket 

3- 

Fig. 5.10. So( 



PLUG 


4 PLUG 

:-outlet and Plug 





Fig. S.ll. Lamp-holder and Adapter 


In all systems of wiring given below, 
except the conduit system, all ceiling 
roses, brackets, pendants (where lamp 
holders are attached) and such other 
accessories are mounted on teakwood 
blocks, which must have a minimum 


depth of 4 cm. Only wood screws made 
of brass are needed for attaching the 
fittings to the wood-blocks. Where teak 
or hardwood boards are used for mount¬ 
ing switches, regulators, etc., these 
boards are varnished well on all sides 
for better insulation. 
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5-8. Methods of Internal Wiring 

'IJicic arc various systems of wiring. 
The most suitable system should be 
chosen after a proper and complete 
study of the type of building or house, 
its environment, and the cost to be 
involved. The main systems of wiring 
are 

1 the cleated wning system; 

2 the wood casing wiring system; 

3 the tough lubber-sheathed (T 

RS.) and PVC-sheathed wiling 
systems, 

4 the metal-sheathed wiring .sys¬ 

tem; and 

5 the conduit wiring system 

5-9. Cleated Wiring System 

This system is the cheapest of all, 
and mostly adopted for temporary ins¬ 
tallations, say, in a pandal raised to 
hold a religious ceremony or cultural 
show. This system should not be em¬ 
ployed for wiring on damp walls or ceil¬ 
ings, as they damage the exposed in¬ 
sulation of the wires. In this system 
of wiring, the insulated wires are run 
through porcelain cleats, as shown in 
Fig. 5.12 Tlie cleat is an insulated in¬ 
combustible support (usually porce¬ 
lain) normally used for insulated cab¬ 
les Usually, vulcanized rubber insu¬ 
lated cables are used. All cleats con¬ 
sist of two parts, a base piece and a cap 
Specially-patterned cleats are also 
available for corners and bends Cleats 
are fixed at distances not greater than 60 
cm apart from one another and at regu¬ 
lar intervals Where cleated wiring is 
laid along iron loist or over any other 
mclal, the space between such metal and 
the cleats is filled with varnished wood 


fillet 01 clamp securely fixed to )oist, 
so as to prevent the conductors from 
coming in contact with the metal along 
which they are passing. The cleats arc 
attached to wooden plugs in the walls 
and ceilings of the temporary structure. 
For voltages up to 250 volts, the cleats 
should be of such dimensions that for 
branch loads, the distance between the 
centre lines of any two conductors is not 
less than 2 5 cm, and for snb-mains not 
less than 4 cm The size of the cleats 
vanes according to the number of wires, 
2-way cleats and 3-way cleats enabling 
2 or 3-wire distribution. The grooves of 
porcelain cleats, for accommodating the 
wire, must not compress the insulation 
too much nor should they make the 
wire too loose Two wires should never 
under any circumstances be placed in 
one groove Where the cleated conduc¬ 
tors cross one another, they are separated 
by an insulating bridging piece which 
will rigidly maintain a distance of at 
least 1. 3 cm between the conductors. 



Fig. 5,12, Porcelain Cleat 


5-ro. Wood Casing Wiring System 

In this system, insulated wires are 
placed m grooves made along a piece of 
seasoned teakwood, called wood casing, 
and another flat piece of wood, called 
capping, is placed over the casing, as 
shown in Fig. 5 13, and fixed together by 
means of screws This system is suitable 
for low voltage installations, .such a.s 
house-wiring where vulcanized rul^bcr 
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insulated or plastic insulated cables are 
used. The sizes of casing and capping 
for various sizes of 250-volts-grade in¬ 
sulated cables are given in the Indian 
Standard Codes of Practice No. 732— 
1963. Conductors of opposite polarity 
of different phases are never bunched 
in one grove in wood casing. All cas¬ 
ings are fixed by means of suitable flat- 
headed wood-screws to wooden plugs 
set in walls at an interval not exceeding 
60 cm. 



Fig. S,13, Wood Casing and Gapping 


5-II Tough Rubber-sheathed and PVC- 
sheathed Wiring Systems 

Wiring with tough rubber-sheathed 
cables is suitable for low voltage instal¬ 
lations, 1 e. for house-wiring and is not 
done in places exposed to sun and rain 
nor in damp places. Wiring with PVC- 
sheathed cables is suitable for medium 
voltage installation and may be installed 
directly under exposed conditions of sun 
and rain or damp places, This system 
is also suitable in places where acids and 
alkalies are likely to be present. (PVC 
IS a chemical substance called polyvinyl 
chloride). 

All sheathed cables on brick, stone or 
plaster walls and ceilings, steel joists, and 
any structural steel work are run on 


wood battens not less than 10 mm 
thick, and having a width sufficient 
enough to accommodate the cables. Fig. 

5 14 shows the fittings of this wiring 
system. These battens are fixed on the 
walls and ceilings by screws to wooden 
plugs at an interval not exceeding 75 cm. 
Link clips, made of tinned brass, are 
used to secure the cables on the wooden 
batten The clips are so arranged that 
one single clip will not hold more than 
two twin-core TRS or PVC-sheathed 
cables sized up to 2 mm^ Otherwise, a 
single clip can hold only a single twin- 
core cable. The clips are fixed on the 
wooden battens with the aid of brass pins 
or screws, and spaced at intervals of 
10 cm for horizontal runs and 15 cm for 
vertical runs. The wiring, at any place, 
should never be so bent as to form a 
right angle, but should be rounded off at 
the comers to a radius which must 
not be less than six times the overall 
diameter of the cable It is usual to 
paint the TRS-wiring with one coat 
of oilless paint or distempter of suitable 
colour over a coat of oilless substance 



5-12. Metal-sheathed Wiring System 

This system of wiring has some simi¬ 
larity with the TRS system. The con¬ 
ductors of the cable are insulated with 
vulcanized rubber; some two or three in¬ 
sulated wires are covered with a sheath¬ 
ing of some metal, usually lead alloy, 
This system is suitable for low voltage 
installation, and is not used in situations 
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where acids and alkalies are likely to be 
present. This system may also he used 
in places exposed to sun and rain, x^ro- 
vided all joints are kept carefully unex¬ 
posed, it may be used in damp situations 
with proper precaution to prevent entry 
of moisture at the open-ends of the 
cable. Only tinned brass link ch^is arc 
used They are so arranged that a single 
clip does not hold more than two twin- 
core cables, sized up to 2.00 mm^, above 
which only one twin core cable is to be 
used. The clips are fixed on a varnish¬ 
ed wooden batten with brass pins or 
screws, at an interval of 10 cm for hori¬ 
zontal runs and 15 cm for vertical runs 
Fig. 5.15 shows the arrangements for 
inetal-shcathed wiiing Joints arc made 
by poi^elain connectors in the ]Oint-box 
The sheaths of the cables are bonded 
with the box, which means that sheaths 
will be in immediate contact with the 
metallic body of the joint box. 





Fig. 5.15. Metal-sheathed Wiring 

All lead sheathing and the exposed 
metal parts, joint-boxes, portable appli¬ 
ances and similar accessories are efficient¬ 
ly earthed, and made electrically conti¬ 
nuous throughout by means of soldered 
joints or eaith-continiiity conductors 
The earthing is extended to all main 
switches, distribution boards, etc The 
electrical resistance of the metal sheath¬ 
ing, with the resistance of the earthing 


lead, measuicd from the connecting 
point with the earth electrode to any 
other point in the installation, should 
not exceed 1 ohm 

5-13 Conduit Wiring System 

In this system the insulated wires arc 
run through steel conduits (or pipes) 
which are mostly enamelled or galvaniz¬ 
ed to give a smooth surface 

Depending on their thickness and 
mechanical strength, steel conduits arc 
divided into two categories—the heavy 
gauge, and the light gauge conduits The 
heavy gauge conduits may be of solid 
drawn seamless type, or of welded (with 
longitudinal scam) type This type offers 
very strong, water-tight wiring The 
light gauge conduits are made of thin¬ 
ner steel sheets with longitudinal seam, 
the ends on the seam being simply press¬ 
ed Tins can be understood by looking 
at Fig. 5 16 wliich .show’s bol lieavy 
gauge and light gauge conduits. A steel 
conduit, if less than 16 mm in diameter, 
cannot be used for wiring 

Conduit pipes are jointed by means 
of screwed couplers and screwed acces¬ 
sories only. In long distance straight 
runs of the conduit, inspection-type 
couplers arc provided at reasonable in¬ 
tervals. The conduit joints with coup¬ 
lers arc shown m Fig 5 17 The thread¬ 
ed portion at the ends of the conduits 
in all cases is between 11 mm to 27 mm 
in length, so that the pijDcs can be ac¬ 
commodated fully into the threaded por¬ 
tion of couplers and accessories. Cut 
ends of the conduits are smoothened, be¬ 
cause sharp edges may damage the in¬ 
sulation of the cables while they are be¬ 
ing pulled through the pipes TTie maxi- 
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(alHEAVV GAUG^^CONDUIT 



(b) Light-Gauge conduit 


Fig. 5.16. Heavy-gauge and Light-gauge Conduits 



ONE END HAS LONG THREAD 



Fig. 5 . 17 . Conduit Joints and Couplers 


mum capacity of conduits for the draw- 
mg-m of 250-volts grade cables has been 
given in Table No 2 of the Indian Codes 
of Practice No IS- 732-1963 

Conduit pipes are fixed by heavy- 
gauge saddles, screwed to suitable woo¬ 
den plugs, as shown in Fig. 5.18, at an in¬ 
terval of not more than 1 m. But on 
either side of couplers or bends or simi¬ 
lar fittings, saddles are fixed, at a distance 


of 30 cm from the centre of such fit¬ 
tings. 



Fig. 5 . 18 . Saddle and Fixing of the Conduits 
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All bends in the system including di¬ 
versions are dealt with mostly by insert¬ 
ing suitable solid or inspection-type nor¬ 
mal bends, elbows or similar fittings, by 
bending pipes or by fixing cast-iron in¬ 
spection boxes. The radius of bends 
must always be greater than 7.5 cm. Fig 
5.19 shows the conduit fitting with bends 
and elbows. 



Fig. 5.19. Conduit Bends and Elbows 


All outlets for fittings, switches, etc 
are in the form of boxes of suitable 
metal, usually cast iron. Tliese boxes 
may be of surface-mounting type or 
flush-mounting type. The former will 
project out of the plane of the wall or 
ceiling, while the latter will get flu-shccl 
or end at the plane. 

All conductors used in the conduit 
wiring system are preferably stranded. 
In A.C. no single-core cable of nominal 
cross-sectional area greater than 130 
mm® can be enclosed singly in a conduit. 
This is because of the possible heating 
of the conduit due to the eddy-currents 
induced in it by the A C. 

The conduits of all sections are 
completed before the drawing-in of the 
wires. After erection, the entire conduit 
system is tested for mechanical and elec¬ 
trical continuity throughout. It is per¬ 
manently connected to earth at a suitable 
position. Neither gas nor water-pipes 
are used as earthing electrode, 


In the recessed or concealed conduit 
wiring system, the conduit is placed in 
the chase in the wall A chase is a sys¬ 
tem of grooves cut in the wall to accom¬ 
modate the conduits. For buildings 
under construction, chases are provided 
m the walls and ceilings at the time of 
construction, and are neatly filled up 
after erection of conduiL and brought in 
to exact line with the surface of the wall. 
The conduits are fixed in the chase by 
means of staples or saddles, one being 
spaced 60 cm apart from another. Fix¬ 
ing of standard bends, elbows, etc, are 
avoided, and the cimduit itself is bent to 
the required degre^ The radius of bend 
is such as to facilitate drawing of the 
wires. Suitable inspection-boxes are pro¬ 
vided and mounted flush with the wall 
with an eye to periodical inspection and 
removal of wires, if necessary. Suitable 
ventilating holes are provided in the in¬ 
spection-box covets. All outlets may be 
either of the flush-mounting or surface¬ 
mounting type. 

5-14. Earthing 

All non-current-carrying metal parts 
of electrical installations are to be earth¬ 
ed properly for the safety of life and pro¬ 
perty. All metal conduits, cable sheaths, 
all metallic bodies housing the switches 
and the distribution fuse-boards, lamp 
fittings and other exposed metal parts 
are bonded together and connected by 
means of two separate and distinct con¬ 
ductors to an efficient earth electrode. 
Earthing is never done through any 
structural metal-work of the house con¬ 
taining the installation. 

5-15. General Rules Applying to all 
Systems of Earthing 

The main earthing conductor runs 
from the ‘earth’ connection at the main 
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- switch board to an earthing electrode to 
which it is connected The sub-main 
earthing conductor is run from the main 
switch board and any other point of the 
Circuit earthing conductor is run from 
the exposed metal of any equipment and 
is connected to any point on the main 
or sub-main earthing conductor The 
electrical resistance of metallic enclo¬ 
sures of cables and conductors measured 
between earth connection at the main 
switch board and any other point of the 
metallic body of the installation should 
be low, not in any case exceeding 2 
ohms. This is necessary to permit the 
passage of sufficient short-circuit current 
to operate the fuse or other protectitve 
devices 

Every earthing conductor is made of 
high conductivity copper and should be 
either of stranded, flat strips, circular rod 
or the rectangular bar type. Galvanized 
solid iron, steel wire or rod may also be 
used, provided conductivity is not less 
than that of the copper earthing conduc¬ 
tor The cross-sectional area of the cop¬ 
per-earthing conductor should not be 
smaller than half that of the largest cur¬ 
rent-carrying conductor, subject to an 
upper limit of 65 mm*. 

Earth electrodes may be of three 
types: Driven electrodes, Strip electrodes, 
and Plate electrodes. 

Driven electrodes or Pipe electrodes 
are made of metal rod or pipe having 
a clean surface not covered by paint, 
enamel or any other poorly conducting 
material. Rod electrodes of steel or iron 
should be at least 16 mm in diameter 
Rods of non-ferrous metals should be 
not less than 12.5 mm in diameter. Pipe 
electrodes have a minimum internal dia¬ 
meter of 38 mm, and if made of steel or 


iron the outer surface will be galvaniz¬ 
ed They are driven to a depth of 1.25 
m in normal soil, and 2.5 m in rocky 
soil 

Strip electrodes consist of copper 
strip not smaller than 25 x 1.60 mm in 
cross-section or bare copper conductor 
not smaller than 7/0.75 mm (3.0 mm*). 
The length of buried conductor should 
be sufficient to give the required earth 
resistance. The strips are buried in a 
trench, at least 0.5 m deep, with elec¬ 
trodes as widely distributed as possible 

Plate electrodes should be not less 
than 60 cm x 60 cm x 6 30 mm for gal¬ 
vanized iron or steel plates, and 60 cm 
X 60 cm X 3 15 mm for non-ferrous 
metal. They are buried into a depth of 
not less than 1.5 m 

The earth-resistance of the driven or 
buried electrode should not exceed a 
value. 

0.5 X voltage to earth 

2.5 X current rating of largest fuse 

5-16. Insulation Resistance of 
Installations 

For the safe operation of the distri¬ 
bution system, the insulation resistance 
between any live conductor and earth 
should be very high to prevent leak¬ 
age. The insulation resistance is mea¬ 
sured by applying a D.C. voltage 
between earth and the whole system of 
conductor or any section of it, with all 
fuses in place and all switches closed, 
and all lamps in position or both poles 
of the point otherwise electrically con¬ 
nected. The D.C. voltage applied should 
be at least twice the working voltage, but 
not exceed 500 volts in medium voltage 
circuits. Under this condition, the insu¬ 
lation resistance measured must not be 



122 


CHAPTER FIVE 


less than 

_50_ 

number of points in the circuit 

(10® ohms) 

5-17. Conventional Symbols for 
Electrical Installations 

The vanoLis parts of electrical instal¬ 
lations are represented in the electrical 
Wiring-diagrams by corresponding sym¬ 
bols. These symbols are given in Appen¬ 
dix B of the Indian Standards Codes of 
Practice Book No IS 732-1963 naee 
51. ’ ^ 


5“I8. Controlling a Lamp by Two-way 
and Intermediate Switches 

When a lamp is controlled by one 
switch, it makes contact in the 'on' 
position and breaks it in the ‘off’ posi¬ 
tion Tliis means that the switch makes 
connection in one way onlv; hence such 
switches are called single-way or one-way 
switches. 


When it becomes ncce.ssary to con¬ 
trol a lamp from two places, as for stair¬ 
case lighting, another type of switch, 
called a 2-way switch, is used. A 2-way 
switch makes connections in both wavs 
on two contacts A and B, as shown in Fig. 
5.20. When the first switch is on A, the 
second switch must be operated to make 
contact at A, and when second switch is 
on B, the first switch must be on B, to 
switch the light on. If the circuit is ob¬ 
served carefully, one can easily under¬ 
stand that the light can be put ‘on' or 
off from each of the two positions 
.shown in the figure. 

When it becomes necessary to con¬ 
trol a lamp from 3-points, two 2-way 
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Fig. 5 . 20 . Two-way Switching 


switches and one intermediate-switch are 
used, as shown in Fig 5.21 yVn interme¬ 
diate switch has four terminals and two 
contact bridges called dolly In one posi¬ 
tion the conncctitons arc made (as 
shown) by the two full hues, and m the 
other position, by the two clotted lines 
By following the diagram, one can 
understand that if the light is 'off' in a 
particular position of the intermediate 
switch. It can be changed to 'on' by 
shifting the switch to the olher position 


Lamp 

No - 



Z~way InLermechaie z-v/otj 

Swi’6cf! Switch Switch 


Fig. 5.21. 


Connections of Two 
mediate Switches 


-way and Inter- 
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5 - 19 . Switchgear and Relays 

A switchgear consists of switches and 
other accessories required to control a 
circuit An ordinary switch, controlling 
a light, fan or similar small loads, is ope¬ 
rated by hand for both connecting or 
disconnecting the device There is no 
automatic circuit-interruption device bet¬ 
ween such a switch and the lamp But 
for the main switch, although the circuit 
can be connected or disconnected -it will 
by operating the switch, there exists an 
automatic device which can disconnect 
the circuit automatically when the cir¬ 
cuit carries any dangerous current. This 
device is the fuse, as has been shown 
earlier. The time required by the fuse 
to blow or disconnect a circuit depends 
upon the excess current. For currents 
up to 100 amps, fuses are usually the only 
protective devices in the domestic instal¬ 
lations. For industrial installations of 
larger current carrying capacity, fuses for 
currents up to 600 amps are available 

The common t 3 rpe of fuse-unit con¬ 
sists of a porcelain base with two fixed 
contacts, and a fuse-carrier with two cor¬ 
responding contact-blades. The fuse- 
wire is connected between two terminals 
on the two blades, and the carrier is 
placed on the base which secures the 
fuse completely covered. Another pat¬ 
tern of fuse is known as a ‘cartiidge’ fuse 
where the fuse-wire is a silver wire sur¬ 
rounded with fine powder in a cardboard 
or glass cartridge Details of this are 
shown in fig. 5 22. Tliis type of fuse is 
said to have a ‘high rupturing capacity’ 
(IIRC) and is suitable for higher cur¬ 
rents. In high and extra-high voltage 
circuits the current flowing due to acci¬ 
dental short-circuits may be a few thou- 


stand ampere current HRC fuses can 
mtcrriipt such currents, and disconnect 
the faulty circuit in about 0 2 to 0.5 
second For manv extra-high voltage 
circuits, the resulting arc after the fuse 
has melted or blown may not be extm- 
gurshed quickly enough, and the high 
.short-circuit current may cause extensive 
damage to the equipment through which 
it flows In such cases fuses are not con¬ 
sidered advisable 



Fig. 5.22. A Cartridge Fuse 



A Low-voltage Switch-gear 
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In most high and extra-high voltage 
installations, protection by fuse alone 
has been found to be unreliable Hence, 
automatic protection in such cases con¬ 
sists of a fault-detecting device and a cir¬ 
cuit-interrupting device. The basic prin¬ 
ciple is that when a short-circuit occurs 
involving two or more conductors nor¬ 
mally with a potential difference between 
them, an abnormal current flows which 
actuates a relay. Tins relay causes one or 
more circuit breakers to break the cir¬ 
cuit. 

A circuit-breaker is essentially an arc- 
extinguishing device. When one tries to 
separate two contact members of a cur¬ 
rent-carrying contact, an arc is initiated 
between the contact members. In cir¬ 
cuit breakers, this arc is extinguished with 
the help of highly insulating oils or high 
velocity air moving across the arc bet¬ 
ween the contact members, and so the 
breakers are called ‘oil circuit breakers’ 
(OCB) or ‘air circuit breakers’ (ACB) 
respectively. 

A relay is an electromagnetic device. 
It consists of one or more coils through 
which a short-circuit current or a part of 
it flows When this current is of an ab¬ 
normal value it is sufficiently magnetized 
to attract some iron piece. This will 
cause the tripping device of the circuit 
breaker to act and break the circuit. In 
many other schemes, the abnormal cur¬ 
rents and voltages in the relay windings 
may cause a disc of the relay to close one 
or more contacts. The closing of these 
contacts results in the flow of currents in 
some solenoids attached to the circuit 
breakers The plunger of the solenoids 
then gets attracted and causes the cir¬ 
cuit breaker to disconnect the circuit 


QUESTIONS AND EXERCISES 

1 Name the electrical appliances that 
get connected to (i) Power and 
Heating sub-circuit, and (ii) Light¬ 
ing and Fan sub-circuit. What is the 
difference between the two sub-cir¬ 
cuits? 

2. What IS the purpose of having 
“main” and “branch” distribution 
boards? 

3 What is the minimum cross-section 
of wire that can be used in the sub¬ 
circuit wiring? 

4. How are junctions made for branch¬ 
ing out circuits? 

5 How are switches and switch boards 
mounted? How would you make a 
switch-board? 

6 How are the loads distributed from 
the distribution boards? What is 
the maximum load that can be put 
on a circuit outlet? 

7 How are the various sub-circuits of 
an indoor wiring system protected 
against short-circuits? Describe the 
protective device employed. 

8 What are the general rules for the 
wiring passing through the walls and 
under the floors? How are the vari¬ 
ous fittings fixed to the walls and 
ceilings? 

9 State the rules regarding the fittings 
of socket-outlets and plugs 

10, What are the various types of lamp¬ 
holders? 
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1] Give the various systems of indooi 
wiring and indicate their possible 
applications, 

12 What are the general rules to be fol¬ 
lowed for the following systems of 
wiring? 

(i) Cleat Wiring, (li) Wood-casmg 
wiling, (ill) TRS or PVC-wiring, 
(iv) Metal-sheathed wiring, (v) 
Conduit wiring 

13, What IS the difference between 
light-gauge and heavy-gauge con¬ 
duits? 

1-1 Write short notes on the following 
(i) Couplers, (ii) Capacity of the 
conduit; (hi) Saddles; (iv) Tees and 
Elbows; (v) Chase. 


"main earthing conductor” and a 
"circuit earthing conductor"? 

17 What arc the various types of 
earthing electrodes? 

18 What should be the maximum value 
of earthing resistance? 

19 How IS the insulation resistance of 
an installation determined? What 
should be the minimum value? 

20 Show, by a diagram, how you will 
control single lamp from two differ¬ 
ent places 

21 What arrangement will you make to 
control a lamp from more than two 
places? 


IS Why is earthing necessary in the in- 22, What is meant by "HRC-fuses”? 
door wiring systems? State the gene- How are these made and where are 
ral rules applying to all systems of they used? 
earthing. 

23 What is a "circuit-breaker” and 
what is its purpose? 


16 AVhat is the difference between a 



CHAPTER 6 


Generation, Transmission, 
Distribution and Utilization 
of Electrical Energy 


T Hii primary source of energy m the 
earth is the Sun, The direct solar 
energy which is radiated from the sun in 
the form of heat cannot be utilized very 
conveniently, although attempts arc 
being made to harness it, 

The energy in the wind, derived from 
the sun through its unequal heating of 
the various parts of the earth, has been 
utilized for many years in windmills for 
crushing wheat. Windmills can also 
drive small geneiators of electricity, 
which can, in turn, charge storage bat¬ 
teries for constant use. 

6-1. Sources of Energy 

The main sources of energy for 
generating electrical power are fuels like 
coal and ml, and water-power Heat 
energy, released by burning the fuels, 
can he utilized by steam-turbines and 
engines to drive generators of elcctncit)' 
Water-power is available from rivers and 
water-storage reservoirs When water 
flows from a higher to a lower level, the 
kinetic energy of the flowing water is 
utilized in water or hydraulic turbines for 
driving electrical generators 


Internal combustion engines using 
petrol are suitable for generating com¬ 
paratively small power in mobile units, 
such as road traffic vehicles and small 
crafts in rivers. Die.sel engines using die¬ 
sel oil are suitable for generating electri¬ 
cal power m power stations of small 
capacities In larger power stations, heat 
IS released in the boilers by burning coal 
or oil, and is used to produce steam from 
watei at a high temperature and pres¬ 
sure. The steam is used by the steam 
engines and steam-turbines to drive gene¬ 
rators of electricity 

The heat-energy contained m fuels is 
expressed in Kilocalories (K cal). One 
K.cal of heat represents the amount of 
heat necessary to raise the temperature 
of 1 Kg, of water by 1 degree centigrade 
The electrical energy is expressed in kilo¬ 
watt-hours (Kwh), The units of heat 
and electrical energy arc related to each 
other by 

1 Kwh=860 K. cal. 

The heat-values of fuels are usually 
given as so many K.cal per Kg, and is 
also known as the calorific value of the 
fuel The heat-value of coal varies con¬ 
siderably depending on the grade of coal. 
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Good grades of coal have an average 
heat-value of 6700 Kcal per Kg If all 
the heat-energy in a fuel could be con¬ 
verted into electrical energy, 1 Kg of 
fuel could give out 7 8 Kwh But usual¬ 
ly, the efficiency (which is the ratio of 
output to input) of the power plant com¬ 
prising the boiler, turbine and generator 
is about 25%. Hence the energy con¬ 
verted by 1 Kg. of fuel will be about 7.8 
X 0 25 or 1 9 Kwh, or, in othei words, to 
generate 1 Kwh of electrical energy about 
0.5 Kg. of coal is necessai 7 

The lower grades of coal have less 
heat values. Lignite or brown-coal and 
peat are of this category, and may have 
a calorific value of the order of 3500 
K cal per Kg Heavy oils have higher 
calorific values of the order of 11500 
K.cal per Kg 

6-2, Steam Power Stations 

In steam power stations, the fuel 
used IS coal, lignite or peat. The heat- 
energy stored in the fuel is converted in¬ 
to mechanical energy by running the tur¬ 


bines with steam from the boilers The 
turbines act as prime movers to drive the 
generators of electricity and convert the 
mechanical energy into the electrical 
energy 

The energy-exchanges m a steam 
power station take place through the 
following circuits, as shown in Fig 6 1, 
where the width of each circuit repre¬ 
sents relative amounts of energy. Fuel 
is fed into the boiler with air, the oxygen 
of which is necessary for the complete 
combustion of the fuel. In the boiler 
the fuel gives up most of its energy to 
the water and steam, and a much smaller 
part of its energy escapes into the outer 
atmosphere in the form of heated gas, 
called “flue-gas” The steam with its 
heat energy is forced from the boiler into 
the turbine, where a major part of its 
energy is converted into mechanical 
form, and is transmitted to the genera¬ 
tor through the coupling shaft. The 
steam with its remaining energy leaves 
the turbine as exhaust steam and enteis 
the condenser. In the condenser, the 
exhaust-steam is almost completely 



Cooling Water 


Fig. 6.1. Energy Transformation in a Steam Power Plant 
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condensed when cooled with the help of 
water. The condensed steam, called the 
condensate or boiler feed-water, is fed 
back into the boiler, This completes 
the steam-circuit The cooling water, 
which absorbs some heat from the steam 
during the process of condensation, may 
be supplied from the up-stream-side of a 
river and discharged to the down-streani- 
side. Where adequate cooling water is 
not available from a river, the same water 
is circulated over and over again through 
the cooling towers, or spray-ponds, m 
which the heated water from the outlet 
of the condenser is cooled and fed back 
to the inlet of the condenser The 
greater part of the mechanical energy 
supplied to the generator is converted 
into electrical form and is consumed by 
the electrical loads. A very small part 
of the mechanical energy input is wasted 
as losses in the generator and the electri¬ 
cal transmission circuit stretching from 
the generator to the load. From the des¬ 
cription given above it is now evident 
that there are four circuits in a steam 
power station, namely, 

(i) air and gas circuit, 

(li) steam circuit, 

(lii) cooling water circuit and 
(iv) electrical circuit 

Other important parts of the steam 
power plant are: economiser, superheater, 
air preheater and feed water heater. 

The economiser is placed in the flue¬ 
gas circuit, where a portion of the heat of 
the fuel-gas is utilized m heating the 
boiler feed-water, 

Tire superheater heats the steam fur¬ 
ther inside the boiler to give more energy 
per unit volume of the steam 


The air preheater is also placed in the 
]5ath of the flue-gas to extract the remain¬ 
ing licat further for heating the air going 
into tlic boiler 

The feed water heaters utilize the 
heat of the hlcccl-stcam, which is a por¬ 
tion of the steam taken out of the tur¬ 
bine before the final exhaust 

In addition to these parts, there are 
some very important fans and pumps, 
usually driven by electric motors of large 
capacities. 

The forced draftfan is an air-pump 
which forces air into the boiler for sup¬ 
porting the combustion of the fuel 

The induced draftfan is another air- 
pump which draws the hot volatile gases 
out of the boiler to be rejected into the 
atmosphere through the chimney. 

The boiler feed-pump forces the con¬ 
densate and feed water into the boiler 
against the high pressure existing inside 
the boiler drum 

The condensate-pump helps to draw 
the condensate out of the condenser and 
circulate through the feed heaters 

The steam power stations are located 
at a site, preferably near the premises of 
a large number of electricity consumers. 
At the same time, adequate cooling 
water must be available at the site, and 
also the transport cost of the fuel should 
be the minimum possible. There must 
also be an efficient and cheap arrange¬ 
ment for disposing of the ash which re¬ 
mains after the combustion of the fuel 
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Fig. 6 2 shows a thermal power station 
with its various parts 

6"3. Hydro-electric Power Stations 

Since the source of power in a hydro¬ 
electric station IS the kinetic energy of 
the flowing water, it is obvious that the 
conditions at the station should be such 
as to obtain the maximum possible flow 
of water Water maintains a natural 
flow when there is a difference of level 
between the upstream and the down¬ 
stream sides In some cases, this differ¬ 
ence of level exists naturally, as m the 


water-falls of large rivers. But in most 
cases the difference in level is created 
artificially by impounding water by con¬ 
structing dams across the rivers, so that 
the water level on the up-stream-side goes 
on rising as more and more water is ac¬ 
cumulated. The actual difference in the 
level of water depends on the rate of 
inflow and outflow of water The 
dam provides not only the difference 
in level but also facilitates and ensures 
storage of water, which may be uti¬ 
lized when the consumer’s demand 
reaches the peak The water from the 


mvBR. 



Fig. 6,2, The Lay-out of a Steam Power Station 
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Fig. 6.4(a) 

Water-wheel Generators In a Hydro-electric Power Station. 

Courtesy of the Tata Hydro-Electric Power Supply Co, Ltd. 
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for heads up to 200 m, and the shafts low heads. 

may be horizontal For heads above Most hydro-electric power stations 
175 m usually another prime mover are located at sites which are usually 
called the Pelton wheel is used. Kaplan quite distant from places where electri- 
and Propeller turbines are also used for city is consumed This is because im- 



Fig. 6.4 (b) 

An opened-out Hydraulic Turbine. 

Courtesy of the Tata Hydro-Electric Power Supply Co. Ltd, 
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pounding of water in vast quantities by 
dams IS not possible in thickly popula¬ 
ted and industrial areas Fig 6.4 (a and b) 
gives a view of the various parts of a 
hj'dro-electiic powci station. 

6-4. Transmission of Electrical Energy 

It has been seen that because of the 
usually remote location of the hydro¬ 
electric power stations, electrical energy 
has to be transmitted from power sta¬ 
tions to the centres of consumption 
Also, in some cases, steam stations are 
located at remote places because of the 
easy availability of cheap fuel and ade¬ 
quate cooling water at the site 

The most common method of trans¬ 
mission of electnc power (which is the 
rate of flow of energy per second) is by 
means of overhead conductors or lines, 
mounted on poles. The other method 
is the use of underground cables Tire 
first method is much cheaper than the 
second The second method is used 
when the power is to be transmitted 
through fairly densely populated areas 

As mentioned earlier, electrical po¬ 
wer is generated in the form of A C., 
and by a 3-phase system. It is econo¬ 
mical to transmit power by High voltage 
A C , because for a given transmitted 
power the current decreases as the vol¬ 
tage is increased (since power P=Vx E, 
and the reduced current in the Uans- 
mission lines will reduce the power loss 
in them (since power loss — FxR). 
The high voltage for transmission is ob¬ 
tained by stepping up the generated 
voltage through the use of transformers 
The voltage of transmission increases 
with the increase of both transmitted 
power and the distance over which it 


has to be transmitted The transmission 
voltages commonly adopted in India are 
33 , 66. 132 and 220 KV In many ad¬ 
vanced countries this voltage is raised as 
high as 400 KS^ 

Conductors for overhead lines are 
usually stranded. If a solid conductor is 
used, it will break at the point of sup¬ 
port, clue to continuous vibration by the 
wind and fatigue caused by the tension 
of the hung conductor Stranded con¬ 
ductors usually have a central wire 
around which are wrapped successive 
layers of wires, the number of wire in 
each layer rising over its preceding layer 
by sixes (6, 12, 18 and so on). If there 
are n layers, the number of strands will 
be 3n (n4-l)-fl If the diameter of 
each strand is d, the diameter of the 
cable or stranded conductor is (2n+l)d. 
The adjacent layers are spiralled in oppo¬ 
site directions to ensure compactness of 
the whole strand. Fig 6 5 shows the 
cross-section of a stranded conductor 
The most important material for over¬ 
head conductors is hard-drawn copper. 
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because of its high mechanical strength 
and high conductivity Stranded alumi¬ 
nium conductors with a certain number 
of steel strands at the centre are used 
extensively now-a-days for the extra-high 
voltage transmission lines, They are 
known as ACSR (Aluminium Con¬ 
ductors Steel Reinforced) conductors. 
Other materials used are cadmium cop¬ 
per, phosphor bronze, and galvanized 
steel The choice of materials is govern¬ 
ed by considerations of cost, requited 
electrical and mechanical properties, and 
local atmospheric conditions. 

The line conductors are supported by 
structures called poles or toweis Cross- 
arms which support the insulators are 
fitted on tlie poles, as shown in Fig 6 6. 



Fig. 6.6. An Overhead Line Pole 


The line conductor is fastened to the in¬ 
sulator by binding wires. The width of 
the cross-arm depends upon the spac¬ 
ing or the distance by w'hich the line con¬ 
ductors are separated from one another 
The spacing is determined by the volt¬ 
age of the line. If the conductors are 
too close, short-circuits may take place 
between conductors or between a con¬ 
ductor and the pole-body on account of 
the high voltage existing across them. 
Sometimes swinging of conductors, due 
to stormy winds, may be noticed and 
that may result in short-circuits or arcing. 


The higher the voltage, the greater is 
the spacing required, and the greater will 
be the length of the cross-arm Also, the 
higher the voltage, the larger will be the 
size and weight of the insulators, which 
will again need stronger cross-arms of 
larger weight. Hence the poles, too, or 
the support needed will have to be more 
robust In actual practice, when the 
voltage of transmission exceeds 33 KV, 
the poles are no longer able to support 
the required load and, hence, a more ro¬ 
bust structure, called the tower, is used 
A tower is made of galvanized iron pieces 
of angular cross-section and looks like a 
latticed structure. Fig 6.7 shows a 
steel-tower The tubular poles common¬ 
ly used may be of wood or steel Rail- 
poles are also used for voltages up to 11 
KV. The cross-arms are made of gal¬ 
vanized steel of channel cross-section 
The cross-arms of the tower are made 
with galvanized angle-iron pieces, latticed 
in form. All the joints are rivetted. 


Porcelain and glass insulators are 
used to insulate the transmission line 



Fig. 6.7, A Transmission Line Tower 
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conductors from the metallic supports. 
The type of the insulator depends main¬ 
ly upon the voltage and to some extent 
on its mechanical strength. For voltages 
up to 33 KV pin- and shackle-type insu¬ 
lators are used. For higher voltages, 
suspension- or disc-type insulators are 
used As the voltage increases the num¬ 
ber of discs in a string of insulators is 
also increased to raise the level of insu¬ 
lation Fig 6 8 shows some common 
types of transmission line insulators 



Fig. 6.S. Transmission Line Insulators 


All metallic parts of the transmission 
line, which do not have any voltage with 
respect to earth, must be connected with 
earth, so that they are at the same poten¬ 
tial as earth. This is necessary for the 
safety of any person or object that may 
come into contact with those parts, if 
they become alive by chance, owing to 
the failure of the insulator. This fact 
can be easily understood by referring to 
Fig 6.9. The neutral of the source of 
the voltage, which may be a generator or 
a transformer, is connected to earth, and 
the phases A, B and C are connected to 
the three-phase conductors of the trans¬ 
mission line Now, if an ob]ect on 
earth is accidentally connected with a 
phase conductor, which has a voltage 
with respect to earth, it will get charged. 


and if the object is a human being, he 
will get a shock and may die But if the 
object mentioned above touches another 
earthed object, it will not get charged, 
because both are at the same potential. 



This can also be achieved by running a 
continuous earth-wire from tower to 
tower, with the eaith-wiie connected to 
ground, say, at two points in each kilo¬ 
metre. Methods of earthing are expahn- 
ed in detail in chapter 5. 

6-5. Distribution of Electrical Energy 

The electrical power, whether gene¬ 
rated in a local power station or receiv¬ 
ed from a remote station over the trans¬ 
mission lines, must be distributed effi¬ 
ciently and economically to all the con¬ 
sumers of electricity. 

Small towns with low-capacity sta¬ 
tions may have a generation voltage equal 
to the voltage of distribution In such 
cases, the A C. distribution usually con¬ 
sists of a three-phase four-wire system, as 
shown m Fig. 6.10 Two voltages VL and 



Fig. 6.10, A Three-phase Four-wire System 
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VpD are obtainable simultaneously in tins 
system, with V l= s/Fv^m- The magni¬ 
tude of the voltages (between phase 
conductors R, Y and B, given by Vry 
V yb and Vj,R aie each equal to 
(called usually the line voltage), and 
voltages V,„, and Vt,„ are each 
equal to (called the phase-voltage) 
The higher voltage Vl, is generally meant 
for consumers who have fairly large mo¬ 
tor-loads, each exceeding about 3 Kw 
These loads arc three-phase loads, which 
means that they represent equal impe¬ 
dances of identical power factor in all 
the three phases, and are connected to 
R, Y and B terminals either in star or in 
delta fashion. The lower voltage V „„ ii 
usually used by domestic consumeis with 
lights, fans, radios and other household 
appliances These are called single-phase 
loads, and are connected between any 
one of the three lines R, Y and B and the 
neutral point N which is at earth poten¬ 
tial. It IS necessary to connect three 
equal impedances of identical power fac¬ 
tor from the R, Y and B lines for main¬ 
taining equal voltages across each one of 
the lines and neutral N, Under this 
condition the load connected to the 
three-phase supply is said to be balanc¬ 


ed The three-phase power-loads are in¬ 
herently balanced Hence, while distri¬ 
buting the various single-phase loads, 
care has to be taken to distribute them 
more or less equally from the three-phase 
conductors, The nominal value of the 
standard line voltage Vl — 400 volts, 
and of the phase-voltage, 

400 

V„K=—230 volts at a fre- 

quency of 50 cycles per second (c/s). 

Fig. 6 11 shows two balanced loads 
across a three-phase four-wire source of 
voltage The first load consists of three 
equal resistances R (representing domes¬ 
tic type loads) connected to the three- 
phase conductors and the neutral 'The 
second load consists of three equal im¬ 
pedances Z (which may represent a 
motor load), connected in delta fashion, 
to the phase conductors, or lines, as it 
is called. If the three branches of a 
star-connected load do not have equal 
impedances, the currents in the three 
phases of this load will be unequal and 
will not be able to balance one another. 
If the load-neutral is connected to the 
supply-neutral under this condition, a 
resultant current will flow through the 
neutral conductor from the load-neutral 
to the supply-neutral The magnitude 



Fig. 6,11, Star and Delta Connected Load 
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of this current depends on the degree of 
unbalance. For balanced load, no cur¬ 
rent flows through the neutral wire even 
if the two neutrals are pined. 

Some small towns still retain the old 
D C power generation and distribution 
system. In this case, a main D C gene¬ 
rator G generates electrical power at the 
nominal voltage of 440 volts. Two iden¬ 
tical D.C machines, comprising the 
balancer-set, as it is called, are connected 
in series across the positive and negative 
terminals of the generator The inter¬ 
mediate junction of the two machines is 
connected to earth, and a neutral line N 
runs from this terminal. The other two 
lines are called the positive-outer and the 
negative-outer lines. Tire arrangement is 
shown in Fig 6.12 'lire balancer-set 
maintains equal voltages between the 
positive-outer and N and negative-outer 
and N whenever there is an unbalanced 
load. Large motor-loads may be con¬ 
nected directly between the two outer 
lines 

When the electrical power is not gene¬ 
rated locally, but received from another 
station over a transmission line at a 
higher voltage, step-down transformers 
are used at the receiving station to lower 
the voltage to a suitable level for distri¬ 
bution to the consumers. Such a receiv¬ 
ing station IS known as ‘sub-station’ If 
the town is small, having mostly domes¬ 
tic consumers and small industries, a 
three-phase four-wire system of distribu¬ 
tion, as described earlier, would serve the 
purpose. 

For large cities with its fairly heavy 
industrial consumers, the total load be¬ 
comes large, and a simple 400V/230V 



Fig. 6.12. A Rotary Balancer-set 


three-phase four-wire system alone is not 
adequate In such cases there will be 
both high-voltage (HV) and low-voltage 
(L.V) distribution. The low-vnltage 
distribution is the usual 400V/2BOV sys¬ 
tem. 'The high-voltage distribution may 
be of one or more of 33 KV, 11 KV or 
6 KV systems. The high-voltage distri¬ 
bution network is usually a three-phase 
three-wire system, and interconnects a re¬ 
quired number of sub-stations, either by 
overhead lines or by underground cables' 
Many large industrial consumers obtain 
their supply at the high-voltage fiom the 
sub-stations These sub-stations, called 
secondary sub-stations, may receive power 
from another primary sub-station which, 
in turn, receives power from a transmis¬ 
sion line. The secondary sub-stations 
may also receive power from one or more 
of the local generating stations Fig. 
6.13 shows a scheme of high-voltage 
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distribution system. The 'whole distribu¬ 
tion system is often referred to as the 
chstribution network. The HV distri¬ 
bution network encloses the complete 
area it serves All conductors of the lines 
are represented by a single line in the 
diagiam, shown in Fig 6 13 and is often 
referred to as the ^single-line’ diagram. 

The LV distribution lines, called 
distributors, are mostly of the overhead 
line type in areas which are not thick¬ 
ly populated. In city areas with a high 
density of population, underground dis¬ 
tribution lines are preferred. The num¬ 
ber of wires on the distribution lines de¬ 
pends upon the load of the area. Usual¬ 
ly the wires include three- or six-johase 
wires for general load, one-phase wire foi 
street lighting, and two neutral wiies. 
Fig 6 14 shows how the distiibutors 



|Fig. C.14. Low-voltage Distributors 


lators Pin insulators are used for straight 
runs of the line. Shackle insulators are 
used at the point where the line takes a 
bend oi terminates The distributors fall 
into two categories, namely, ring distri¬ 
butor and radial distributor, depending 
upon whether the distiibutor closes in a 
loop or tciminatcs at an end respectively. 
In Fig, 6 13, ABODE F represent a 
ring distributoi and DG repiescnt a la- 
dial distributor The small arrows in the 
hgure represent the connections, called 
service mains, to the various consumers. 
These are tapped from the distributors at 
the poles. The lines SA, SB, SC, etc., 
are called feeders. They join the sub¬ 
station S to the points A, B, C, etc, 
from which no tapping is made, because 
the sub-station feeds the distributor with 
power at the feeding points A, B, C, etc 



Fig. 6.15. Ring and Radial Schemes of 
Distribution 


The radial distributor is fed at one end 
only The ling distributor may be fed 
at one or more feeding points. Even 
with one feeding point (F), the ring dis¬ 
tributor is more reliable than the radial 
distributor, because if the line snaps for 
some reason, say, at fioint K, cau-sing a 
discontinuity in the distributor, the con- 
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sumcrs connected to the ring distributor 
will continue to get the supply. But 
under similar conditions, the consumers 
connected to the radial distributor bet¬ 
ween K and R will not get any supply. 
This IS shown in Fig 6.16 



Fig. 6 , 16 . Comparison of Ring and Radial 
Distributors 


When a number of secondary sub¬ 
stations S are interconnected by a nng 
system of feeders, this is known as ring¬ 
main, as shown in Fig. 6 17 

For the purpose of transmission and 



distribution, the different voltage-ranges 
have been, by convention, given certain 
limiting values such as the following: 

Low-voltage—up to 250 volts 

Medium-voltage—above 250 and up 
to 650 volts. 

High-voltage—above 650, and up to 
33000 volts. 

Extra high-voltage—above 33000 

volts. 

The size or cross-section of the dis¬ 
tributor-conductor is determined by the 
permissible limits of voltage-drop This 
limit has been fixed by Indian Electricity 
Rules. The Rules state that the voltage 
across the terminals of any consumer 
must be within 5 per cent of the declared 
voltage of the supply-authority The volt¬ 
age-drop V — TR, and v has a maximum 
limiting value. For a given current I, v 
is proportional to the resistance R Since 
the resistance R = p |, it is inversely 
proportional to the cross-sectional area 
'a’ of the conductor for a given length 1 
and a given material (for which is a 
constant). This means that for given 
values of v, I, 1 and p ‘a’ can be calcu¬ 
lated 

The cross-section or size of the feed¬ 
ers need not be determined by voltage- 
drop considerations, because no con¬ 
sumer is supplied from a feeder. There¬ 
fore, the cross-sectioh of a feeder is de¬ 
termined by the consideration of the 
limit of temperature-rise which, in turn, 
depends upon the current in the con¬ 
ductor. Thus, for every cross-section of 
a conductor there is a maximum current 
that can be earned safely by it. The 
size of the feeders is determined by the 
current-carrying capacity. 

The cross-section of the neutral con¬ 
ductor is usually half that of the phase 
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conductors. Tins is because of the pos¬ 
sibility of less current flowing in them 
compared to the phase-conductors, as the 
amount of unbalance in the three-phase 
four-wire system, is very little When the 
currents in the three-phase conductors 
are exactly equal and of identical power- 
factors, the current in the neutral wire 
will be zero. 

The conductors of transmission and 
distribution lines are erected with some 
amount of sag in the span between two 
ad]acent supports, to keep the tension on 
the conductors within a safe limit The 
tension at the points of support of the 
conductor is caused by its weight and 
the pressure of the wind blowing on it. 
lire conductors must be erected on the 
line to have the minimum safe clearance 
from the ground. Tlie clearance de¬ 
pends upon the voltage, and is specified 
by the Indian Electricity Rules, which 
vary depending upon the nature of the, 
space through which the line passes 
The clearances are such that normally 
nothing should touch the phase conduc¬ 
tors that endangers life and property. 

6 -6. Utilization of Electfical Energy 

It has been found economical and 
convenient to use electrical drives for in¬ 
dustrial and domestic machinery. They 
are clean and can be subjected to flexible 
control. One common example is the 
diesel-electric traction. Here the dvesel 
engine could have directly driven a loco¬ 
motive. Actually the diesel engine drives 
a generator, which supplies electrical 
power to motors fitted with the axel of 
the locomotive For ships, the reduc¬ 
tion of the shaft length from the engine 
Topm to the propeller has been made 
possible by the use of electric motors. 


Here the link to the motor, located at 
the rear and very near to the propeller, 
is provided by stationary flexible electri¬ 
cal cables. In factories and works, the 
power room need not be very near the 
place of actual applications of power to 
various macluncb The power room can 
be located at any other convenient posi¬ 
tion, from where electrical cables, in¬ 
stead of mechanical shafts, can transmit 
the necessary power to any desired loca¬ 
tion. 

For individual drives, electrical drives 
arc very convenient, as separate motors 
can be used for various machine parts. 
This IS very difficult to achieve by me¬ 
chanical devices. In group-drives, where 
a single motor drives many machines, the 
flexibility of electucal drives can be used 
to advantage. 

The choice of electrical drives de¬ 
pends on manv factors Where a group- 
drive IS suitable, a motor of larger capa¬ 
city would be chosen, and with indivi¬ 
dual drive a motor of smaller ratings 
would be used Depending upon the 
conditions of service the motoi is select¬ 
ed from the consideration of the way it 
is enclosed Accordingly the motors may 
be of the open type, pipe or duct-venti¬ 
lated type, totally enclosed type and 
flame-proof type (for use in mines). 
The position of the shaft, whether it is 
horizontal or vertical, will also affect the 
selection of motor. The output rating 
remaining the same, the speed—high or 
low—will determine the cost of a motor. 
The range of speed control will deter¬ 
mine the type of motor and the control¬ 
gear, Another important factor is whe- 
thci reversal of speed is necessary or not. 
The starting torque requirement also 
affects the selection of motoi and its 
starting-gear. 
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For domestic applications, electric 
motors are used for driving sewing 
machines, fans, vaccum cleaners, refri¬ 
gerators, clothes washing machines, etc. 
They are usually the small universal 
motors of the series type 

In connection with the machine 
tools, it has been found that in large 
works undertaking mass-production the 
use of electrically-driven portable tools, 
such as, drills, spanners, etc., is very eco¬ 
nomical. The motors are usually of the 
high-speed type Foi lathes, milling 
and drilling machines, D.C shunt mo¬ 
tors and slip-ring induction motors up to 
about 30 Kw rating may be used For 
planers a reversing motor is necessary 
For punches and shears, slip-ring induc¬ 
tion motors up to about 20 Kw ratings 
are used together with large flywheel 

For cranes, D C motors are pre¬ 
ferred because of their ability to offer 
very smooth speed control These are 
usually of the series and compound types 
which give high starting torque In 
A.C., slip-ring induction motors arc 
used. 

For lifts, D C. compound motors 
and slip-ring induction motors are used 
A lift-motor must start and stop easily, 
and run at moderate speed to give a 
comfortable acceleration to the passen¬ 
gers 

In textile machinery ‘constant- 
speed type’ three-phase induction motors 
are used The motors must be of high 
eEciency and have good starting torque 

For printing machinery squirrel-cage 
motors are used for small machines of 
constant-speed type. In rotary presses, 
variable speed slip-ring induction motors 


are used If the range of speed varia¬ 
tion IS insufficient D C motors have to 
be used. 

Iron and steel works arc the largest 
single consumer of electrical energy 
The approximate requirements are 300 
Kwh per ton of ingots, and 200 Kwh 
per ton for rolling The mill motors 
are mostly of the D C shunt-wound 
type. Motor having as large as 800 Kw 
rating may be necessary in some mills 

In elccinc-traction, both in the rail¬ 
ways and tramways, D.C series nrotors 
are used. The most important require¬ 
ments characteristic of the motors are 
large starting torque to enable the train 
to accelerate quickly and large braking 
torque to make quick stoppage possible 

Other fields of utilization are electric 
welding and induction heating In 
welding, electric current raises the tem¬ 
perature of the electrodes to a point 
where the metals to be jointed can melt 
Metallic pieces can be heated up to a 
high temperature, on the principle of 
electromagnetic induction. A high fre¬ 
quency magnetic field surrounds the 
metal, and the eddy current induced 
heats up the metal to the required tem¬ 
perature. 

QUESTIONS AND EXERCISES 

1 What are the various sources of 
energy for generating electrical 
power ? 

2. What do you understand by the 
term “calorific value” of a fuel ? 

3. Show, with the help of a diagram, 
the various important sections of a 
steam power plant 
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4 Explain the functions of the fol¬ 
lowing parts of a steam power plant- 
(i) economiser, (ii) superheater; 
(ill) air-preheater, (iv) feed- 
water heater; (v) forced draught 
fan; (vi) induced draught fan; (vii) 
boiler-feed pump; (viii) condensate 
pump. 

How is water-power utilized for 
generating electrical energy ^ 

6 How is electrical power of large 
magnitude transmitted from one 
place to another ? Give the conven¬ 
tional voltages used for transmission. 

7 What types of conductors are used 
for transmission of electrical power ? 

8 Wlrat kinds of supports and insula¬ 
tors are used in overhead transmis¬ 
sion lines 7 


9. Explain, with diagrams, the me¬ 
thod of distribution of electrical 
power. 

10 What are “sub-stations” and what 
are their functions ? 

11. Write short notes on the following, 
(i) neutral conductor; (ii) pin- and 
shackle-type insulators, (in) service 
mams; (iv) feeders and distributors. 

12 What limits the cross-sectional area 
of a distributor ? 

13. What will determine the cross-sec¬ 
tional area of a feeder-conductor ? 

14 Name some types of motors, briefly 
discussing their application in the 
industry. 
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W/ HEN the temperature of a body is 
” increased it starts radiating energy 
in all directions, and this energy radia¬ 
tion IS recognized as heat and light by 
oiir senses of touch and vision. Heat and 
light are also considered forms of energy 
This is known from the fact that heat 
is produced by rubbing two bodies toge¬ 
ther This is an example of mechanical 
work producing heat or, in other words, 
mechanical energy being converted to 
heat energy. The temperature of a body 
can thus be considered to be an index 
of the heat energy that it contains Let 
us consider the case of an iron rod heat¬ 
ed to a very high temperature in a hot 
furnace When it is removed from the 
furnace, anybody around can see the 
iron in flames for some time, and can 
see the rod glowing first white hot and 
then red hot and can feel the heat from 
a distance throughout the time and 
until it becomes cool. The heat energy 
received by the rod in the furnace is 
radiated partly in the form of light ener¬ 
gy and partly heat energy, when kept 
outside the furnace. The energy radiat¬ 
ed as light, expressed as a percentage of 
the total energy received, is called the 
radiant efficiency of the body Where 
the source of light is electricity, heat is 
produced by passing current through the 


body 

7-1. Definition of Various Term* 

A luminous body or a source of light 
is said to emit flux of light or luminous 
flux which is the energy radiated per se¬ 
cond m the form of light. Different 
sources of light may have different rates 
of radiation of energy per second This 
is known as the intensity of the source 
It IS necessary to have some standard 
or unit which may be used to mea¬ 
sure the luminous intensity of the 
sources of light. This can also be used 
to know the comparative luminous in¬ 
tensity of the sources. This unit is 
derived from a candle with a definite 
size and burning rate. Let a source of 
one candle power (CP) he placed at 
the centre of a sphere of one foot 
(0.305m) radius whose inside surface is 
being uniformly illuminated by this 
source. The amount of light received 
from the source per unit area of this 
surface is the unit flux or Lumen as it is 
called. As we know from geometry, the 
surface-area of a sphere is 4ir>; (radius)^, 
and in the case considered, it is 4 w 
square foot. Therefore, a source of 

1 CP will emit 4 w lumens, and of 

2 CP will emit 8 u lumens If the 
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intensity of the source is uniform in all 
directions, then the same amount of 
lumens will be emitted by the source in 
all directions around it. Thus candle- 
power IS taken as the unit of the lumin¬ 
ous intensity of a source A source of 
light may not usually have equal inten¬ 
sities in all directions. Therefore in 
general, the candle power of a source of 
light IS always different in different 
directions. 

Tlie degree of illumination of an 
illuminated surface is the luminous flux 
per unit area received by it. The British 
system of this unit is the ioot-candle. A 
foot-candle represents the illumination 
of the inner surface of a sphere of 1 foot 
radius with a source of 1 CP at its centre. 

The efficiency of a source of light 
may be expressed as the number of 
lumens per candle power Since the 
electric lamps receive power in watts, 
the efficiency of the lamp is expressed 
in lumens per wstt. The ratio lumens 
watt is also called the specific output of 
the lamp. 

7-2, The Incandescent Lamp 

Fig, 7.1 shows the various parts of 
an incandescent lamp It consists of a 
glass bulb and a filament of fine wire 
made of tungsten metal. When a cur¬ 
rent is passed through the filament, heat 
is developed and its temperature rises 
to an extent where it becomes incandes¬ 
cent or white hot. The light emitted by 
the incandescent lamp is the glow of this 
white-hot filament. The air, which con¬ 
tains oxygen, is removed fiom the bulb 
before it is sealed, because the oxygen 
will burn out the filament. To increase 
the life of the filament, some inert gas. 


like a mixture of nitrogen and argon gas, 
IS placed inside the bulb That is why the 
incandescent lamp is also called the 
gas-filled lamp. 



Fig, 7.1. An Incandescent Lamp 


The size of an incandescent lamp is 
given in watts, The larger the wattage 
rating, the higher will be the rate of heat 
produced, and more will be the light 
emitted per second. The base of the 
lamp, made of brass, fits itself in a 
holder. The holder has two slots dia¬ 
metrically opposite to each other, shaped 
at right angles, as shown in Fig, 7.2 



Fig. 7.2, The Holder of an Incandescent Lamp 

The two pins on the sides of the bulb- 
base get locked in the slots, and in this 
position the two terminals of the holder 
connect the two contact points at the 
bottom of the base of the bulb Another 
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type of base is the screwed type iii 
which the holder is also threaded, so 
that the bulb can be screwed in the hol¬ 
ders. In this case, one terminal of the 
bulb is connected to the screwed base, 
while the other is connected to a con¬ 
tact-point at the bottom of the bulb. 

The incandescent lamps may be of 
small wattage for use in torch-lights at 
1.5 volts or 3 volts Lamps of largci 
wattage up to 300 watts are also avail¬ 
able; they are made for use to 2 30 volts 
Since the lamp has only resistance, its 
pow'er factor is unity, and as such a 
given incandescent lamp will take the 
same watts with DC or A C supplies 

7-3. The Fluorescent Lamp 

dlie fluorescent lamp consists of a 
glass tube with one filament-electrode 
sealed into each of its two ends Tliese 
filaments are made of coils of fine tungs¬ 
ten wire and they are coated with a 
substance which can emit or release 
electrons. The inner surface of the tube 
is coated with a thin layer of a phos¬ 
phor substance. The tube is filled with 
argon gas along with a drop of mercury. 

The lamp-circuit is shown in Fig 
7.3 As distinguished from the incan¬ 
descent lamp, this lamp needs for its 
operation two additional devices, the 
starter and the ballast The starter acts 
as a switch, which gets opened automati¬ 
cally when heated to a certain tempera¬ 
ture. The ballast is a coil of insulated 
wire wound round an iron core. The 
connections are made as shown in the 
figure. When the supply is switched on, 
a current passes through the circuit com¬ 
prising the two filament electrodes, the 


starter and the ballast m series, and the 
filament electrodes get heated owing to 
the passage of current. The heat vapo¬ 
rizes the mercury and electrons emit 
from the substance with, which the fila¬ 
ments are coated. This current also 
heats the thermostat of the starter which 
opens the series circuit after a few se¬ 
conds As soon as the starter discon¬ 
nects the circuit, the current is stopped 



This sudden stoppage of current produ¬ 
ces in the ballast a large e.m.f. of self 
induction of nearly a thousand volts 
lasting only for one or two seconds This 
high voltage starts the flov' of electrons 
from one filament to the other As elec¬ 
trons flow through the lamp tube, they 
collide w'ith the atoms of mercury. 
These collisions produce invisible ultra¬ 
violet light The ultra-violet light stri¬ 
kes the phosphor substance on the in¬ 
side surface of the tube. As a result of 
this the phosphor fluoresces, or glows, 
and the tube emits light that is very 
nearly the same as daylight The pro¬ 
cess by which the light energy is obtain¬ 
ed in this lamp is seen to be quite diffe¬ 
rent from the one required for the in¬ 
candescent lamp and a low pressure is 
essential inside the tube for all the 
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fluorescent lamps. The fluorescent lamp 
IS very extensively used, because heat 
energy radiated is much less when com¬ 
pared to that of the incandescent lamp 
As a result, it not only keeps the room 
cooler but also gives out about three 
times the light of an incandescent lamp 
for the same wattage. 

7-4. The Mercury-Discharge Lamp 

The mercury-discharge lamp, shown 
in Fig 7 4, consists of two glass tubes, 
one inside the other The inner tube is 
made of hard glass or quartz because of 
the high temperature of the arc and high 
pressure of the mercury vapour. The 
vapour pressure is about two to three at¬ 
mospheres There is a smaller auxiliary 
electrode, called the starting electrode, 
for initiating arc. A current limiting re¬ 
sistance is put in series with this elec¬ 
trode, of the order of 50,000 ohms, to 
limit the current to a very low value. At 
the base one electrode is connected to 
the screwed metallic part while the othei 
is connected to the contact point. 

When the lamp is connected to the 
supply, a small current flows through 
starting electrode and a small arc is 
formed between this and one main elec¬ 
trode. At the same time full voltage 
exists across the main electrodes, and the 
arc almost immediately moves from the 
starting electrode and bridges the main 
electrodes. The initial light emission is 
very small, because it takes some time 
for the condensed mercury to vaporize 
through the heat of the arc. It takes 
the lamp about seven to eight minutes to 
become fully bright The colour of the 
light emitted is not very white but a 
little bluish. 



7-5. Arc Lamps 

If a current is passed through a con¬ 
tact of two pieces of conducting ma¬ 
terial, an arc can be observed at the 
moment the contact is separated by 
small gap. The current continues to 
flow through the gap in air in the form 
of an arc, if the gap is small and the 
voltage-drop across the arc is sufHcient 
to maintain it. This process is utilized 
in the arc lamp in which a current flows 
between two electrodes which are drawn 
apart. The arc, thus produced, serves as 
a very effleient source of light. There are 
various forms of such lamps like a car¬ 
bon arc, a metallic electrode arc, etc 
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The Carbon Arc lamp is the earliest 
type and is still used. The arc consists 
of carbon vapour and is surrounded by 
an orange-red zone of burning carbon 
and pale-green flames. A D.C supply 
is connected across the two carbon elec¬ 
trodes. A crater is formed in the tip of 
the positive electrode, as shown in Fig 
7 5(a), which is the white-hot spot and 
emits 85 per cent of the light given by 
this type of lamp Tlie temperature of the 
arc is about 4000“C which is really very 
high. The arc gives out about nine lu¬ 
mens per watt. A definite voltage has to 
be maintained across the arc for a given 
length. As the arc continues to operate, 
the tip of the positive electrode gradually 
burns out, and the length of the arc in¬ 
creases. This will result in a decrease in 
the intensity of illumination, unless some 
arrangement is made to adjust the posi¬ 
tion of the electrodes to maintain a con¬ 
stant gap. Fig. 7.5(b) shows an automatic 
mechanism for beeping the arc-length 
constant. The negative carbon electrode 
A is fixed, and the positive carbon elec¬ 
trode B is connected to a plunger C of 
the solenoid coils Di and D 2 . The core 
or plunger C is movable. The magnetic 
field produced by the coil Di attracts the 
plunger C upwards against the force of 
gravity. A constant current flows through 
the coil Da in such a way as to act on 
the plunger in the direction opposite to 
that m which the current in Di acts. 
Before an arc is stmek, the two carbon 
electrodes are in contact. Now when 
the supply is switched on, a large current 
flows through Di and exerts a force 
which separates the electrodes A posi¬ 
tion of equilibrium is reached, for which, 
the force due to current flowing in Di 
is equal to the sum of the forces due to 
the gravity and due to the current flow¬ 
ing in Da. As the carbon in the posi¬ 


tive electrode burns out with continuous 
use, the resistance of the arc increases 
because of the increase in arc-length, and 
the current in the arc, and hence in Di, 
decreases. This will decrease the mag¬ 
netizing force by the coil Di and will not 
he able to hold the positive electrode 
against the opposite forces. Thus the 
coil Di allows the plunger C to come 
down by such distance as to have more 
current again to hold the electrode. 
Since the opposing forces are constant, 
the force necessary to hold the electrode 
also must be constant. Therefore, to 
fulfil this condition the current in Di 
and hence the length of the arc should 
become the same as at the beginning 
when the arc was struck This explains 
how the arc length is automatically kept 
constant. Usually a resistance is con¬ 
nected m series with the arc to keep it 
stable, as it has been observed that the 
arc tends to become unstable when cur¬ 
rent changes in the circuit Such types 
of arc lamps are used in cinema houses 
for projection of films on the screen. 



Fig. 7.5. A Carbon Arc Lamp 
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QUESTIONS AND EXERCISES 

1, Define the following terms. 

(i) flux of light, (ii) intensity of a 
source of light; (iii) candle-power; 
(iv) lumen; (v) foot-candle 

2 What do you mean by the “effi¬ 
ciency of a lamp’’? 

3 Describe, with sketches, a tungsten 
filament lamp. Why is it also known 


as “gas-filled” lamp ? 

4. Explain, with diagrams, the w'orking 
principle of a fluorcscent-tubc lamp. 

5. What is a mcrcury-dischargc lamp 
and how docs it work ? 

6. Dcsciibe, with diagram, a carbon 
arc lamp and indicate the field of 
its application How is the length 
of the arc controlled antomtaically ? 



CHAPTER 8 


Activities 


^ ONDUCTORS of electricity may be of 
the following types: 

(a) Bare Copper- 

(i) Hard-drawn bare copper 

conductors—solid 

(ii) Hard-drawn bare copper con¬ 
ductors—stranded 

(hi) Hard-drawn copper conduc¬ 
tors—cotton braided 

(iv) Hard-drawn bare cadmium 
copper conductors 

(v) Annealed bare copper bind¬ 
ing wires 

(vi) Annealed tinned copper 

binding wires 

(vii) Annealed bare copper strips 

(viii) Bare and enamelled copper 

aerial wires 

(b) Winding Wires: 

(i) Single and double cotton 
covered wires 

(ii) Silk and rayon covered 

wires 

(iii) Cotton and paper covered 
Wires 

(iv) Cotton and paper covered 
strips 

(v) Oleo-resinous enamel cover¬ 
ed wires 

(vi) Synthetic enamel covered 

wires 


(c) Aluminium: 

Aluminium conductors steel 
reinforced 

(d) Cables; 

(i) VIR insulated cables—taped, 
braided and compounded 

(n) VIR insulated cables—tough 
rubber sheathed 

(iii) VIR insulated cables—lead 
alloy sheathed 

(iv) VIR insulated cables—wea¬ 
ther proof compounded 

(v) VIR insulated cables—flame 
proof compounded 

vi) Motor car ignition cables 

(vii) Bell and telephone wires 

(viii) Flexible lift cables and min¬ 
ing cables 

(ix) Aerial cables 

(x) Railway mter-vehicular coup¬ 
ler cables 

(xi) Trailing cables 

(xii) Arc-welding cables 

8 'i. Study of Conductors and Cables 

The wires and cables may have single 
or multiple cores (conductors) For mul¬ 
tiple core cables, each core is insulated 
from the other. 
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A length of about 10 cm may be cut 
away from each variety mentioned above, 
■ind the following features be studied 

(A) Physical appearance and colour 
of the bare conductors, pattern 
and arrangement of bare strand¬ 
ed conductors. 

(B) For insulated conductors, the 
material, shape and numbci of 
the conductor; and the various 
layers of insulation and other 
coverings 

The insulation and coverings may be 
peeled off in steps, as shown in Fig 8.1, 
over a length of 1 cm. for each step in 
order that the physical appearance, 
thickness, and coflour of the coverings 
and insulation may be seen 

Each sample of the conductors may 
then be sketched in a note-book, and the 
descriptions, based on observation, may 
be noted. Alternatively, each sample 
may be mounted on a wooden board in 
a row by means of clips and the parti¬ 
culars of the corresponding cable label¬ 
led against each on the board 



Fig. ft.l. Conductors and Cables 


8-2. Determining the Gauge of the 
Conductors or Wires 

The diameter of round wire is measur¬ 
ed with a gauge calied the Standard 


Wire-gauge It measures the diameter of 
a conductor according to a standard 
gauge number, as shown in Fig, 8 2. The 
wire-gauge has openings oi slots, by 
means of which the correct wire size is 
determined These slots aie numbered to 
indicate wire-gauge sizes from 0 to 40, 
each number leprescntiiig a particular 
wire-size The larger the number, the 
smaller is the diameter of the wire 




This IS how the size is measured with 
a wire-gauge: 

(1) Insulation and all foreign mate¬ 
rial, over a length of 1 cm. from 
the end of the wire to be mea¬ 
sured, are removed. If it is a 
bare wire, it is cleaned and the 
surface is made smooth, 
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(2) I'he bare wire is placed in a slot 
of the wire gauge 

(3) The wire is tested in the various 
slots until it fits well into one of 
them It should not be tight 

(4) The gauge number of this slot 
on the face of the gauge is read, 
and the wire-size deteimined 

8-3. Study of Insulating Materials for 

Armature Winding 

The insulating materials have been 
classified according to the limitations of 
temperature- 

Class A insulation consists of 

( 1 ) cotton, silk and paper when 
impregnated with, or im¬ 
mersed in some insulating 
liquid; 

( 11 ) moulded and laminated mate¬ 
rials with cellulose filler and 
resins; 

(ill) films and other cellulose 
products; and 

(iv) varnishes and enamel appli¬ 
ed to conductors 

Class B insulation consists of mica, 
asbestos, fibre glass m built-up form with 
organic building substances. 

Class H insulation consists of 

( 1 ) mica, asbestos, fibre glass in 
built-up form with silicon 
compounds; and 
(li) silicon compounds in rub¬ 
ber or in resinous form 

Micanite comprises thin flakes of 
mica cemented together with shellac var¬ 
nish. It is made in sheets 

Moulding Micanite is bonded with 
hard varnish whicli softens when heated, 
and hardens when cooled again. Tliis 
enables the substance to retain the shape 


which gets moulded when hot. For the 
lining of the slots of the armature flexible 
micanite is used. 

Insulating tapes are nvade of cotton 
01 linen coated with some insulating oil 
These are also known as ‘empire’ tapes 
or cloths. 

Insulating papers are papers treated 
with insulating varnish. Thick papers or 
boards used for insulating purposes have 
vanous names- Press-spahn, Ful’er board. 
Press board, etc These are used for slot 
linings, for insulating washers on field 
coils and for similar purposes 

Leatheroid, or leather paper, or fi!?h 
paper is a very tough form of paper pro¬ 
duct, used as a slot lining material, 

Fibre or Vulcanized Fibre is very 
similar to leatheroid and is used for 
.slot wedges. 

Mica-cloth and Mica-fapes are made 
from cotton or silk fabrics interwoven 
with mica. 

Samples of all the insulating mate¬ 
rials, mentioned above, may be collected 
and their physical appearance, colour 
and other descriptions may be studied 
and noted. 

8-4. Studying the Effects of Magnetism 

by Constructing an Electro-magnet 

The materials required are. 

Soft-iron rod, with 2,5 cm. diameter and 
15 cm. long, a 10 m. long piece of No, 
30 see (single cotton covered) mag¬ 
netic-wire (because these are used for 
Winding electro-magnets), 2 dry cells of 
about 1.2 volts each, magnetic com¬ 
pass, single-contact push-botton switch. 
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small pieces of hard steel and soft-iron 
and some small nails. 

The tools required are; 

Side-cutting pliers and knife. 

Procedure: 

(i) A piece of wire, about 1 m long, 
is connected, as shown m Fig 
8.3, and kept along the north- 
south direction 

(ii) The magnetic compass is placed 
under the wire, as shown. The 
push-botton switch is pressed 

(lii) The direction in which the com¬ 
pass-needle turns is noted The 
direction of the deflection may 
be checked by applying the 
‘Cork-screw Rule’ 

(iv) The magnet wire is now wound 
around the soft-iron rod, and 
about 30 cm. of wire from each 
end IS connected to the battery. 
This now becomes an electro¬ 
magnet. 



CELL 

Fig. 8,3, A Compass Needle near a Current- 
carrying Conductor 

(v) The electro-magnet is brought 
near the compass needle, as 
shown in Fig.' 8-4. The polarity 
of the needle nearest to the core 
is noted. We know from the 
laws of attraction that the end of 
the core must have the opposite 
polarity. In this way, the polari¬ 
ty of the magnetic core can be 
determined. 



Fig. 8.4. A Compass Needle near the Pole 

of an Electro-magnet 

(vi) If the battery connection is re¬ 
versed, current through the coil 
will flow in the opposite direc¬ 
tion, and polarities opposite to 
those in the case of (v) will be 
produced. This can be checked 
with the magnetic needle. 

The polarities of the electro¬ 
magnet, according to the direc¬ 
tion of current, as given in chap¬ 
ter 2, may he checked through 
the experiments of (v) and (vi). 

(vii) The electro-magnet, with one 
cell connected to the winding, is 
now allowed to pick up some 
nails. The number of nails is 
noted down. Next, two cells in 
series are connected to the excit¬ 
ing coil In this condition again 
some nails are attracted by the 
magnet-core It will be noticed 
that the number of nails has in¬ 
creased now This proves that 
doubling the voltage in the cir¬ 
cuit has doubled the current 
which, in turn, has doubled the 
ampere-turns (MMF), because 
the number of turns has remained 
the same. The increased ampere- 
turns have increased the magnetic 
field strength and so, more nails 
have been attracted. The same 
result may be obtained by doubl¬ 
ing the number of turns and 
keeping the value of the current 
the same. 
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(viii) If the soft-iron core is now 
removed, and is replaced by a 
hard steel rod and the battery is 
connected to the coil, this too will 
attract some nails. If the battery 
IS now disconnected, some nails 
will still be attracted by the core. 
Now if the compass is placed near 
the core, it will show the same 
polarity as it had during the cur¬ 
rent flow. This shows that the 
hard-steel has been able to retain 
some amount of magnetism ac¬ 
quired during current flow Thus 
even if the current is absent, it 
behaves like a magnet and hence 
has been called Permanent Mag¬ 
net. 

8-5. Study of the Pattern of Magnetic Field 

Materials required ■ 

A horse-shoe magnet, a bar-magnet, 
a solenoid, some No 12 SCC wire, 
card-boards, iron-fihngs, a dry cell of 
1 2 V, a rheostat of 25 ohms, a com¬ 
pass needle and a push-button .switch. 

Tools required are- 

Cutting-pliers, knife and a pair of 
scissors for cutting the board 

Procedure: 

The magnets, solenoid, and a piece of 
current-carrying wire are arranged and 
mounted, as shown in Figs 8 5(a), (b), 
(c) and (d). Iron filings are sprinkled 
on the card-boards. It will be noticed 
in each case that the iron-filings will 
line-up in a definite symmetrical forma¬ 
tion. This gives the pattern of the mag¬ 
netic field in each case. The polarities 
can be noted by the compass needle 
The field pattern, in each case, may 
now be sketched in a note-book and 


checked with reference to the patterns 
given in chapter 2. 




(e) 

Fig. 8.5, 


TO BATTtRV Cd) 

Patterns of Magnetic Field 


8 -6. Constructing a Buz2er 

Materials required; 

Two pieces of sheet metal, three 
pieces of band-iron, about 15 m, of 
gauge No 26 magnet wire, one piece of 
spring sheet brass, one piece of masonite 
or bakelite or plastic, two solder lugs, 
screws and hexagonal nuts, one piece of 
soft-iron rod of about 0 5cm m diame¬ 
ter and 3.5 cm. in length, two flat fibre 
washers and one shoulder-type fibre 
washer. 

Tools needed- 

Cutting pliers, knife, screw-driver, 
soldering iron, hand-drill, small ham¬ 
mer and bench-vice 

Procedure: 

Assemble the various parts, as shown 
in the sketch m Fig 8 6. The exciting 
coil terminals are connected to a battery 
of 6 volts (rheostat may be used in 
series to limit the current to the speci¬ 
fied safe value for the wire). The set¬ 
ting of the contact-point screw is adjust¬ 
ed to obtain the minimum sparking bet¬ 
ween the screw and the contact strip. 
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The tone of the buzzer can be changed 
by changing the setting of the contact- 
point screw. 


8-7. Study of Electrical Machines 

(a) Study of the Laws of Induced 
EMF' The materials required arc 
A wooden bobbin of about 10 cm 
in diameter and of 3 cm. in width, 
about 10 m, of gauge No. 30 SCC 
wire, a galvanometer, and a bar- 
magnet 
Procedure: 

(i) The bobbin is first wound 
with a certain number of 
turns, say, with 5 m of the 
wire, and the ends of the wire 
are connected to the two ter¬ 
minals of the galvanometer, 
as shown in Fig 8 7 
(n) The magnet is now brought 
towards the centre of the coil 
rather slowly, and the number 
of divisions of the deflection 
IS noted down. When the 
movement of the magnet, re¬ 
lative to the coil, ceases, the 
galvanometer reads zero 
(ill) If the magnet is moved away 


from the coil at the same 
speed as in (ii), the galvano¬ 
meter will deflect in the oppo¬ 
site direction, but the number 
of divisions deflected will be 
more or less the same as m 
(ii). 

(iv) Now, the magnet is moved 
faster, relative to the coil, and 
a larger deflection will be 
obtained. 

(v) The remaining length of 5 m 
of the wire is now wound in 
the bobbin, and the operations 
of (ii) and (lu) arc repeated. 
It may be observed that with 
the same speed of the mag¬ 
net's movement the deflection 
of the galvanometer almost 
doubles. 



Faraday’s Laws of Electromagnetic 
Induction, as given in chapter 3, may 
be verified through the above-mentioned 
observations. The observations may be 
recorded in a note book. 

The experiments may also be con¬ 
ducted by bringing another identical 
coil excited by a battery, and placed 
near the coil connected to the galvano¬ 
meter. With the switching 'on' and 
‘off’ of the battery, the galvanometer 
will deflect in the opposite directions. 
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fb) Study of the generator principle- 

A straight conductor, with its 
ends connected to a ‘centre-zero’ 
galvanometer, is moved across the 
gap between the poles of a horse¬ 
shoe magnet, as shown in Fig 8.8 
The following features may be ob¬ 
served: 

fi) The conductor is moved out 
of the pole-region of the mag¬ 
net and the direction of the 
deflection is noted iii the 
galvanometer 

(ii) The conductor is now moved 
into the region under the pole, 
the direction of the deflec¬ 
tion would be in the way op¬ 
posite to that of (i) 

(lii) In the cases of both (i) and 
(ii), the deflection will be lar¬ 
ger if the movement of the 
conductor is quicker 



Fig. O.n, Demonstrating Generator-principle 


In an actual D.C generator, the 
conductors of armature are rotated by 
a prime-mover. For a given strength of 
the magnetic field, the higher the speed 
the larger will be the induced EMF. 


(c) Study of the principle of motor- 
action: 

A sliding thin conductor AB is 
placed on two current-conducting 
strips C and D The whole arrange¬ 
ment is now placed in the gap bet¬ 
ween the poles of a magnet, as shown 
in Fig 8 9 The strips C and D are 
conneeted to a battery through a 
rheostat, a zero-centre ammeter and 
a reversing switch. 



SATTERV 

Fig. t) 9. Demonstrating Motor-principle 

We may observe the following 
by closing the switch: 

(i) A larger value of the resis¬ 
tance is included in the cir¬ 
cuit by the rheostat adjust¬ 
ment. The reversing switch 
is now closed in one direction. 
As soon as the current passes 
through AB through the slid¬ 
ing contacts with C and D, 
the conductor will be seen to 
slide across the gap at a cer¬ 
tain speed. After a little 
movement of the conductor, 
the switch is put off and the 
current-flow is stopped. 

(ii) Now the switch is put on in 
the other direction. The con¬ 
ductor AB will now be seen to 
move in the direction opposite 
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to that in (i) but at the same 
speed. 

(lii) The value of the current can 
now be increased by decreas¬ 
ing a part of the resistance of 
the rheostat, and the experi¬ 
ments of (i) and (ii) may be 
repeated It may be observed 
that the speed of movement in 
either direction now increases, 

(iv) If the surfaces of the rod AB, 
and also of the strips C and 
D, are polished so that the 
friction between the rod and 
the strips become less, it may 
be observed that with the cur¬ 
rent remaining the same, the 
rod travels at a higher speed 

From all the above observations, 
Fleming’s Left Hand Rule may be veri¬ 
fied In an actual motor, the conduc¬ 
tors, like AB, are in the slots of the 
armature, to which the current is sup¬ 
plied through the commutator from the 
brushes, which, in turn, are connected 
to the supply mains The magnetic 
field is provided by the poles of the 
motor, excited by the field coils 

(d) Study of the construction of a 
D C. Machine 

The following parts of a D.C. 
Machine may be studied and sket¬ 
ches and details noted down. 

(i) Pole-cores and pole-shoes, 
field coils and their connec¬ 
tions; the method of fitting of 
the poles with the stator 
frame; 

(ii) 'The armature-spider and its 
fitting to the shaft; 

(iii) The armature-core built-up 
from the sheet-steel stamp¬ 
ings, and the slot-shapes, 


(iv) The armature-coils and the 
method of putting the coils 
in the slots; 

(v) The commutator and its fitt¬ 
ing on the shaft by the side of 
the armature; 

(vi) The connections of the coil- 
ends to the commutator-risers, 
along with the process of 
soldering; 

(vii) Tlie brush-gear, their inter¬ 
connection and bringing out 
of the armature terminals; 

(viii) The terminal-box and the ter¬ 
minal markings and the con¬ 
nection of the terminals to the 
switch-board, 

(e) Study of the construction of 
A.C Machines like A.C generator 
and Induction motors. 

Various parts of tlie stator and 
rotor may be studied with the 
method of their fitting, Sketches and 
descriptions may be recorded in a 
note-book 

(f) Study of a Power Transformer. 

A small transformer may be 
made by having (i) a core made of 
rectangular stampings and (ii) two 
coils made of DCC (double cot¬ 
ton covered) wires, mounted on the 
two limbs of the core One coil may 
have double the number of turns in 
the other By applying a very low 
A C voltage across one coil, the vol¬ 
tage across the other coil can be 
measured and the ‘transformation 
ratio obtained’ By connecting a 
load resistance on the secondary side, 
primary and secondary current can 
be measured. 
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8 -8. Study of Various Types of Switches 

Types of switches- 

(i) Knife-blade switches— 

(a) Single pole, double 
pole, three pole 

(b) Single throw, dou¬ 
ble throw. 

(n) Snap-switches— 

(a) Single pole, double 
pole, three-way 

(b) Four-way, electro¬ 
lier. 

(iii) Flush-type wall .switches— 

(a) Toggle and push¬ 
button, Single pole. 

(b) Double pole three- 
and four-way. 

Kniic-switch 


solid poicelaui base, as shown m Fig 
8 11 This switch IS suitable for sur¬ 
face mounting and may be used also for 
conduit wiring. These switches are 
mostly used for currents up to 20 amps 
and 250 volts. 



Fig. (l.H. A Snap-switch 


Flush-switch 


This is mostly used in power-circuit 
installations and can be with or with¬ 
out fuse The switch is made of cop¬ 
per blades mounted on a copper hinge 
and a copper clip for the blades to make 
contact Fig 8 10 shows a type of 
knife-switch used on switch-boards with 
all live parts exposed 



Snap-switch 

This type is constructed with rotary 
blades which, when turned, cause ten¬ 
sion on a spring. This tension makes 
the blade snap quickly into the contact 
clips. It is mounted on a slotted or a 


Fig 8 12 shows a flush-type switcli 
This IS so named because it is made to 
fit into the wall and be in flush with the 
wall surface. The only part extending 
beyond the surface are the push-buttons 
or toggle lever. The operating mecha¬ 
nisms of all flush switches are mounted 
on porcelain boxes with mounting ears 
for fastening in the wall These swit¬ 
ches arc available for current up to 20 
amps and for a voltage of 250 volts. 



Tlie construction and operating me¬ 
chanisms of switches of various types 
may be studied and the respective 
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sketches and descriptions recorded in a 
note-book, 

8-9. Installation of Light Controlled by 

Two Three-way Switches and One 

Four-way Switch 

To wire and connect a lamp to be 
controlled from three points, two three- 
way and one four-way switches are to be 
used A three-way switeh is nothing a 
but a two-way switch with two points in 
the sketch linked together A four-way 
switch IS the same as the ‘intermediate 
switch’ described m the preceding chap¬ 
ter 

The four-way switches are generally 
used, along with three-way switches, at 
the two ends This circuit is used to con¬ 
trol lights from three or more points. If 
a light is to be controlled from five- 
points, we would require two three-way 
switches at the two end points and three 
four-way switches m intermediate posi¬ 
tions. 

The wiring is made according to the 
connection diagram of Fig 8.13. The 
positions of the switches A, B and C 
show that in A points 1 and 4, in C 
points 1 and 4, and in B points 1 and 
2 and also 3 and 4 are connected. If 
the knobs of these switches are turned 
once, the connections will change thus 
in A points 2 and 3, in C points 2 and 
3, in B points 1 and 3 and also 2 and 4 
After the completion of the wiring, the 
circuit is connected to the supply as 
shown. Now by operating all the 
switches, the working of the arrange¬ 
ment can be checked. 

The circuit may be tested, as des¬ 
cribed above, and connection diagrams, 
sketches and other descriptions may be 
recorded in a note-book. 


SUPPLV 

- ir 

SHUNTS 

_ix 

A 

Fig. B.13. Connection Diagram of Four-wav 
Switches ^ 

8-10. Installation of an Electrolier Switch 

To connect and wire three sets of 
light, to be controlled from a three-cir¬ 
cuit electrolier switch 

Electrolier switches arc used to con¬ 
trol a number of lights on chandeliers 
and also to control various coloured 
lamps from one switch Moreover, this 
switch can be used to get different heat 
outputs from an electrical stove. 


SUPPLV 


3'ClRCUIT 
tLECTROLltR SWITCH 


Fig. 8.14, Connection Diagram of Electrolier 
Switch 

The wiring is done according to the 
circuit diagram of Fig. 8.14. After the 
wiring is over, the supply is connected 
to tire points shown in the figure. The 
contacts of the switch arc marked 
L~I—2—3, On the first turn of the 
switch, the rotary blades connect L 
with contact 1 and light lamp 1, The 
second turn connects L with contacts 
1—2 and lights the lainps 1 and 2, The 
third turn connects L with contacts 
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1—2—3, and lights all three lamps 
1, 2 and 3. The fourth turn discon¬ 
nects L from contacts 1, 2 and 3 and 

all lamps go 'off’ Then the whole 
operation repeats itself with subsequent 
turns, 

The performance of the circuit may 
be tested by operating the switch. 
Connection diagrams and sketches of 
the switch and other descriptions may 
be recorded m a note-book 

8-II. Wiring by ‘Tree System’ and 
‘Loop-in System’ 


N' 

L 


N 
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L2 


Fig. 8.1.';. Wiring with Joints and ‘Loop-in’ 
Connections 


Wiring and connecting two lamps of 
a sub-circuit, each controlled by a switch, 
are to be done by (i) Tree system, and 
(ii) Loop-in system 

The first system requires joint or 
junction boxes, while the second sys¬ 
tem does not need them. Any of the 
wiring methods, described in chapter 5, 
may be used, depending on its suitabili¬ 
ty in the case in question. The mate¬ 
rials required will depend on the sys¬ 
tem of wiring and the dimensions of the 
room, and can be estimated easily when 
all particulars are known. 

Fig. 8.15(a) shows the ‘Tree sys¬ 
tem’, and Fig, 8 15(b) the ‘Loop-in 
system’ of connections. It may be seen 
from the connection diagram, that two 
joints are necessary m the first method, 
while none are in the second method. 
But the second method will need, for a 
given run, more wire, both in length and 
m number 

To do more exercises, the wiring of 
the two schemes mentioned above may 
be done by each of the wiring systems 
given in chapter 5. 


8-12. Wiring for a Shop 

It is required to wire and connect 
four lamp-points, each to be controlled 
by a separate switch. A conduit system 
will be adopted in this case, and the wir¬ 
ing will be done by the ‘Loop-in’ 
method, as shown in Fig 8.16. 

A and G are 'inspection elbows’, B, 
C, D, E and F are ‘inspection tees'. The 
wiring is done according to the rules 
given in chapter 5, and connections are 
made as given in Fig. 8 16 Si, S 2 , S 3 
and Sj are switches for lamps Li, L 2 , L 3 
and Li respectively. After the comple¬ 
tion of the wiring, necessary insulation 
tests are made, as explained in chapter 
5. If the circuits are all right, the main- 
switch may be put on, and other swit¬ 
ches operated, to test the proper work¬ 
ing of the lamps. 

8-13. Repair of Various Domestic App¬ 
liances 

Repairing the domestic apparatus 
mostly involves 
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Fig. 8.16. Wiring Diagram for a Shop 


(i) loose and dirty connections; 

(ii) frayed and broken flexible con¬ 
ductors; 

(iii) breakage of elements and 

(iv) insulating portions cracking, 
burning out or peeling off. 

Switches 

While undertaking the repair of 
switches the following parts must be 
carefully tested' 

(a) terminals, (b) contact springs, 

(c) bolts holding the central parts 

and (d) fixing screws 

The ends of the wires should be exa¬ 
mined to see if the loop-feed is tightly 
joined The terminals of switches be¬ 
come loose through frequent jarring. 
This may result in the flickering of the 
lamp, followed by a total failure of the 
switch. Tightening a terminal too much 
may result in injury to the conductor, 
and the wire may drop away from the 
terminal Ml conductors of a thin sec¬ 


tion should be doubled before placing 
them in terminals. The contacts of the 
switches may become loose and make 
poor contact with the springs Neces¬ 
sary adjustments may be made to rectify 
this. Small bolts holding the mecha¬ 
nism of the switch may become loose, in 
which case the switch should be remov¬ 
ed and the bolts tightened from the 
back If corrosion occurs in the switch 
terminals, the contact points must be 
cleaned To prevent leakage from the 
switch terminals through the cotton 
braiding of the wire, the latter must be 
cut back over a certain portion from the 
end of the wire. 

Table Lamp 

For a table lamp, the possible places 
of failure are (a) the socket-outlet and 
the plug to which the flexible chord is 
connected from the table lamp, (b) in 
the chord itself due to discontinuity, (c) 
in the lamp-holder and (d) the switch 
at the lamp base. 
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Whether proper contact is taking 
place in the socket-outlet may be check¬ 
ed by a test lamp connected to the plug, 
after disconnecting the table lamp chord 
It may be necessary to tighten and clean 
the contacts of the socket and the pins 
of the plug to remove the defect, if any 
The ends of chord in the lamp-holder 
become brittle and get disconnected. 
The springs of the holder pins also may 
be checked to ensure a proper contact 
with the bulb-terminals. The switch of 
the table lamp, too, should be checked 
By checking all these parts^ mentioned 
above, and with the necessary replace¬ 
ments, a table lamp may be brought 
back to working condition. 

Fan 

A fan, whether ceiling or table, must 
first of all be disconnected. For D.C. 
fans the defects may be due to (i) dis¬ 
continuity of the circuit, (ii) short- 
circuit between turns of the armature 
winding, (iii) wearing out of commuta¬ 
tor segments and brushes and dirts in 
them, (iv) open or short-circuits in the 
field winding and (v) failure of insula¬ 
tion due to dampness or its having been 
burnt. 

The continuity may be tested by 
means of a buzzer, a bell or a lamp in 
series with the circuit and applying the 
required voltage of the buzzer, etc., or 
by a meggar. After locating the fault, 
the winding circuit may be rectified. 
Short-circuits in the armature may be 
tested by applying a low voltage across 
the brushes and measuring the voltage 
between every two adjacent commutator 
segments. For a short-circuited coil, 
the voltage will be nearly zero. The 
commutator may be rectified by turning 


it in a lathe and under-cutting the mica, 
to leave a gap with a small depth in bet¬ 
ween two segments, so that the brushes 
may slide smoothly with the rotation of 
armature. All dirt must be removed 
and the end of the brush connecting 
commutator segments must be properly 
shaped to give a good contact. The ten¬ 
sion of the brush-springs should be 
checked to obtain correct brush pressure 
on the commutator. The open-circuit 
of the field winding is checked in the 
same way as that of rectifying the arma¬ 
ture and the winding. The short-cir¬ 
cuit is detected by measuring the resis¬ 
tance, it is indicated by a low resistance. 
The field coils might have to be remov¬ 
ed. The insulation resistance of the 
windings may be determined by a meg- 
gar. If found low, the windings may 
be dried in a hot-box and provided with 
an insulating varnish. If the insulation 
is damaged beyond repair, the armature 
or field windings may have to be re¬ 
wound. 

For A.C. fans, the most common de¬ 
fect encountered is the failure of the 
capacitor used for starting purposes 
This means that the fan does not rotate. 
The capacitor may be tested for insula¬ 
tion and if found low it should be re¬ 
placed. Defects in the windings may be 
in the nature of open circuit and short- 
circuit. These are detected by a con¬ 
tinuity tester and by a resistance test. 
If the defect is a major one, the arma¬ 
ture may have to be rewound. Since 
there is no commutator in A.C. fans, 
troubles are not as many as in a D.C. 
fan. 

Electiic Iron 

The defects with electric irons most¬ 
ly he in the socket-outlets, plugs, the 
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chord and the connecting socket into 
which the pins on the iron fit. The 
wear caused in an electric iron connec¬ 
tor IS very severe because of the move¬ 
ment and liigh temperature. The chord 
IS usually a three-core flexible wire, one 
core being used for earthing. The connec¬ 
tor IS supplied with an earthing contact 
connecting the earth wire to the body of 
the iron The chord is fitted with a thiee- 
pin plug head. A continuity test is 
done for the three cores of the chord. 
Tests for short-circuits should be made 
between the cores, taking two at a time 
One should have a continuity test bet¬ 
ween the terminals to ascertain whether 
the heating element inside is broken 
Insulation of the terminals and the heat¬ 
ing element from the body of the iron 
should be tested to determine if there 
is any direct contact with the body 
of the parts which are supposed to 
be ‘live’ when energised from the 
supply. 

After detecting the defects, the 
necessary repair can be done easily. This 
may involve replacing the chords and 
other parts by new ones, or rectifying 
the insulation at the affected points. 

Electric Toaster and Stove 

These domestic appliances also can 
be tested in the manner shown in the 
case of electric iron and the defects 
rectified accordingly. 

8-14. Measurement of Resistance 

Two important methods of measur¬ 
ing resistance are (i) by Wheatstone 
Bridge and (ii) by Ammeter and Volt¬ 
meter. 


Wheatstone Bridge 

The Wheatstone Bridge, as shown 
m Fig, 8 17, consists of four resistances, 
of which Ri and Ra are fixed known 
values selected and arranged on two re¬ 
sistance boxes. R is a resistance box 
the value of which can be adjusted and 
varied while X is the unknown resis¬ 
tance the value of which is to be mea¬ 
sured The bridge is connected to a 
battery of 4 volts and a galvanometer, 
as shown in the figure Rh is a rheos¬ 
tat kept in series with the galvanometer 
to protect it from damage resulting from 
the flow of large currents. Ka is just a 
tap-key which can be closed only for a 
very short period to understand whether 
the current flowing in the Galvano¬ 
meter is giving a deflection beyond the 
full scale of the galvanometer or less. 
Ki is a plug-key which can be kept 
rigidly closed. 



Fig. 8.17. Connections of a Wheatstone 
Bridge 
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Ra =Ri IS chosen as 100 ohms and 
Ki IS closed. With the value of Rh 
kept at maximum i.e nearly 1000 ohms, 
Ki is closed for a short time and the 
deflection of galvanometer is noted The 
value of R is adjusted until the deflee- 
tion becomes zero, The value of Rh is 
reduced to zero, and again the value of 
R IS varied by a very small amount only 
until the deflection is zero. Tlie dial 
readings of R are noted and the value of 
X calculated from 


X 

R 




The same process is repeated by keeping 
R^f = lOOO ohms and Ri = 100 ohms. 
X is calculated. Thus it may be seen 


R 

that proper choice of the ratio of 

Rji 

enables measurement of large or small 
value of X, 


Another form of Wheatstone 
Bridge, known as 'slide-wire' or 'metre' 
biidge, IS shown in Fig. 8.18 Here 
R is a fixed known resistance, and X is 
the unknown resistance to be measured. 
I’hc points at one end of these resis¬ 
tances are joined together and connect¬ 
ed to one terminal of a galvanometer. 



Fig. 8.18 Connections of a Metre Bridge 


The points at the other end of the two 
resistances are joined by a wire one 


metre long The other end of the gal¬ 
vanometer is connected to a sliding 
contact which can move over the slide- 
wire from its one end to the other. The 
sliding contact is moved until the gal¬ 
vanometer shows zero deflection. If 
this condition is obtained when the 
contact is d mm. from the end con¬ 
nected to X, then 

X __ d 
R 1000—d 

from which 

X=R—^- 

1000—d ■ 

If R is in ohms, X will also be obtained 
in ohms 


Ammeter-voltmeter Method 

By this method, the unknown resis¬ 
tance X is connected in series with an 
ammeter and a rheostat to a battery, as 
shown in Fig. 8.19. A voltmeter is con¬ 
nected across the unknown resistance 
X. Then, from Ohm’s Law, the volt¬ 
meter reading V, which is the voltage 
drop across X is equal to the product of 
current in the circuit I, as indicated by 
the ammeter, and the resistance X, or 

V=1X 
from which 
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Fig. 8.19. Measurement of Resistance by 
Ammeter-voltmeter Method 
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If V is in volts, and I in amperes, 
then X will be in ohms. Ammeter-volt¬ 
meter method ensures the measure¬ 
ment of X quicker than the earlier 
methods but gives only approximate 
value for X. 

8-15. Connection of Instruments 

The methods of connection of the 
various measuring instruments are very 
important. If the instruments ate not 
connected properly, they may he damag¬ 
ed, or wrong results obtained. 

Ammeter 

While connecting ammeters for 
measuring current in any circuit, care 
has to be taken regarding the range and 
polarity of the instrument. The current 
to be expected in the circuit must be 
within the range of the instrument If 
the current exceeds the range consi¬ 
derably, the instrument coil will get 
burnt. The polarity is important when 
the measurement is made in a D C. 
circuit. A D.C ammeter has the po¬ 
larity marked on its terminals as -}- (po¬ 
sitive) and —(negative) or any one of 
them. While connecting the instru¬ 
ment, these terminals are connected to 
the corresponding sides of the circuit as 
shown in Fig 8 20. If the polarities 
are reversed, the instrument will tend 
to read in the opposite direction But 
since there is no space for the pointer 
to move in the reversed direction, it will 
hit a buffer and may break. 

Voltmeter 

All the care necessary for ammeters 
must also be taken in the case of volt¬ 
meters. 


-4- I.- 




Fig, 8.20. Connections to Proper Polarity of 
an Ammeter 


Wattmeter 

Every wattmeter, both in D C. and 
AC circuits, has current—and poten¬ 
tial—coils. Both these coils have speci¬ 
fied ratings. The current coils may 
have ratings of 2 5, 5 or 10 amperes, 
and the potential coils 110 or 220 volts. 
Also, the current and potential coils 
must be connected to the circuit accord¬ 
ing to a given polarity, which is usually 
marked on the terminals or indicated 
by a connection diagram at a convenient 
point in the instrument If a watt¬ 
meter has provision for multi-range 
working, separate terminals are provided 
for the corresponding ranges, and corres¬ 
ponding ‘multiplication-factors’ are also 
given somewhere on the instrument. 
Tlie scale-reading of the instrument 
must be multiplied by this factor to ob¬ 
tain the true power If the current and 
voltage exceed the specified ranges in 
AC circuits, the same wattmeter can 
still be used with other accessories To 
bring the current within the range, 
a ‘current-transformei’ is used, and for 
voltage a ‘potential transformer’ lo bring 
down the voltage suitable for the jiotcn- 
lial coil. The anangement is shown in 
Figs 8,21(a) and (b). These types of 
diagrams are also given on Ihc instru¬ 
ment by the manufacturers To get the 
actual power in the circuit, first the 
scale-reading should be multiplied by 
the multiplying factor corresponding to 
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M- stands for main side 
L" STANDS FOR LOAD SIDE 

the potential-coil 
(PC) and the cur¬ 
rent-coil (CC) rat¬ 
ings This result 
now must be mul¬ 
tiplied by the 
transformation ra¬ 
tios of both the 
currenf transform¬ 
er (CT) and the 
potential transfor- 
mer (PT). Then 
the actual power 
consumed in the 
circuit will be ob¬ 
tained. 

C.T 




Encrgyineter 

Study of a single-phase house-service 
meter 

The construction and fitting of the 
following parts of the instrument are to 
be studied- 


(i) Shunt-magnet core and its wind¬ 

ing; 


A Potential Transformer and a Current 
Transfo rmer 
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(ii) Series-magnet core and its wind¬ 
ing; 

(hi) Power-factor compensator; 

(iv) The friction compensator; 

(v) The gear train and the dial me¬ 
chanism; 

(vi) The terminals and their mark¬ 
ings. 

Fig. 8 22 shows the terminals and 
connections of an A.C. single-phase 
energymeter Tlie meter can be con¬ 
nected to the supply of rated voltage, 
and a load of, say, 100 W lamp may be 
connected across the load terminals. If 
the load is allowed to be on for one 
hour, then the energy consumed will be 
100 watt-houis which is equal to Kwh- 
The readings obtained in the meter may 


be checked If the meter reads more 
than Kwh., it is running faster, and 
if less it is running slower This may 
be corrected by adjusting the friction 
compensator. After switching off the 
lamp-load, a choke coil of known wat¬ 
tage may be connected as load and the 
meter-reading checked as before. If the 
meter now reads wrongly, the power-fac¬ 
tor compensator may be adjusted and 
experiment repeated a number of times 
to get the correct reading This can be 
done for different choke coils of diffei- 
ent power-factors. The house-service 
meters are made for 5 amp. or 10 amp. 
current-rating. While using the current 
rating must be checked carefully before 
connecting a load The terminals also 
must be connected according to their 
markings. 



Fig. 8.22, Terminals and Connections of an Energymeter 
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Historical Landmarks in 
Electrical Engineering 


C OME simple facts about electricity 
were known as early as about b c. 
6(J0. A Greek philosopher named Thales 
noticed that a bird’s feather was attract¬ 
ed to a hard, reddish-yellow substance 
called amber, when the substance had 
been rubbed against another piece of 
material In 62 a-d a Roman teacher 
and scientist, named Pliny, noted that 
this attraction of amber was very much 
like the attraction of loadstones or 
pointing ores Loadstones used to point 
to the earth’s N-pole when hung by a 
string or placed on a piece of wood float¬ 
ing m water This ultimately resulted in 
the development of the magnetic com¬ 
pass However, these facts could not stir 
much curiosity till the beginning of the 
fourteenth century when men of science 
in the West started striving, in a more 
definite manner, to delve into the mys¬ 
tery of electricity, In 1600 William Gil¬ 
bert of England, the father of electricity, 
gave for the first time the name electri¬ 
city to the attraction of light, dry mate¬ 
rial to amber (the word amber has been 
derived from its Greek synonym elefc- 
tron) Subsequently at about the turn 
of the eighteenth century, the properties 
of attraction and repulsion between elec¬ 
trified objects were noticed Electrified 


bodies were said to be charged For the 
purpose of easy identification one kind 
of electrically charged bodies was called 
positive and the other kind negative 
Benjamin Franklin (1706-1790) of Ame¬ 
rica found by experimenting with kites, 
sent high into the air, that lightning act¬ 
ed like electricity and that clouds had 
positive or negative charges of electricity 
like the charged bodies on earth He 
also made lightning rods for protecting 
buildings from lightning strokes, which 
we use to this day. Henry Cavendish 
(1731-1810) of England showed that 
non wires were 400 million times more 
conducting than pure water, The first 
electric current was invented in 1800 by 
Alessandro Volta (1745-1827) of Italy 
by touching together two pieces of wire 
from piles of two unlike substances m an 
acid solution Those substances were 
copper and zme This fact ultimately 
resulted in the development of the cells 
and batteries as we see them today. 
Events moved very fast after that and, 
in 1815, Sir Humphrey Davy (1778- 
1829) of England invented the famous 
safety lamps for miners which anticipat¬ 
ed the discovery of the electrtic light 
bulb later. In 1819 Professor Hans 
Ghristian Oersted (1777-1851), a Danish 
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scientist, discovered movements of 
magnetic needle near a wire carrying 
electric current and also formulated the 
laws governing the movement '^This 
discovery led to the development of the 
subject known as electromagnetism. 
The first electromagnet was invented 
by Mhlliam Sturgeon of England m 
1815 Andre Mane Ampere (1775- 
1836), a French physicist, discovered 
more facts about electromagnetism, and 
the measuring unit of current has been 
named Ampere in his honour. Michael 
Faraday (1791-1867) of England dis¬ 
covered a second kind of electric cur¬ 
rent. He found that the relative motion 
of a closed conductor in a magnetic field 
resulted in current in the conductor 
The principle is called electromagnetic 
induction All the modern generators of 
electricity and electric motor work are 
based on this principle, Joseph Henry 
(1797-1878) of America, a contemporary 
of Faraday, worked on electromagnetic 
induction and discovered self-induction 
in conductors carrying current. The unit 
of measurement for inductance has been 
named after him and is called henry. A 
German physicist, George Simon Ohm 
(1787-1854), discovered some funda¬ 
mental rules about flow of electricity 
through resistance. Tlrey are the well- 
known Ohm’s law. John Dalton (1766- 
1844) discovered in about 1803 that all 
materials were composed of small par¬ 
ticles called atoms. This idea later deve¬ 
loped into the atomic theory which help¬ 
ed scientists in explaining some of the 
phenomena connected with electricity. 
Clerk Maxwell (1831-1879) of Scotland 
gave his ideas in the form of mathemati¬ 
cal formulae stating that electricity could 
cause electric waves of some sort in air. 
The theory of electric waves in space was 
later extended by the German physicist 


Heinrich Rudolf Flertz (1857-1894). 
The radio waves are also called Jiertizian 
waves. In 1836 telegraph was invented 
by Samuel Morse (1791-1872) of Ame¬ 
rica He made some codes to represent 
various numbers as well as letters of the 
alphabet Tliis code, with some modi¬ 
fications, is known as the Morse code or 
the international code used today for 
communicating message, Alexander Gra¬ 
ham Bell (1847-19221, also of America, 
invented the telephone in 1876. with the 
help of which jicople can talk to one 
another. The electric bulbs were in¬ 
vented by another American, 'rhonias 
Alva Edi.son (1847-1931), in 1886, They 
were used to light up Pearl Street in 
New York City. Tlie Dani.sh jihysicist 
Niels Bohr (1885-1962) showed that the 
atoms consisted of Nucleus and some 
electrons orbiting round it, T’his is 
known as the eicciron theory. He also 
indicated that certain atoms could be 
split to give out an enormous amount of 
energy. This principle ultimately led to 
the development of the atom bomb 
which destroyed two cities, Hiroshima 
and Nagasaki of Japan, during the Se¬ 
cond World War Now atomic energy is 
used for peaceful purposes, the most im¬ 
portant of them being the generation of 
electric power Hertz’s electric waves 
led to the invention of wireless techno¬ 
logy. Two persons who worked in (his 
field simultaneously but independently 
of each othei, were Sir Jagachsh Chandra 
Bose (1858-1937) of India and Gug- 
liclmo Marconi (1874-1937) of Italy 
The credit went ultimately to Marconi, 
although Sir Jagadish Chandra Bose, too, 
was successful in making instruments 
capable of sending and receiving wirelcs.s 
or radio waves The sender is called the 
Transmitter while the apparatus receiv¬ 
ing the signals is called the Receiver 
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James Ambrose Leming (1849- 
1945) of England, Marconi developed 
the electron or vacuum tubes used in the 
radio and telcidsion circuits The first 
message across the ocean, from Great 
Britain lo Newfoundland, was received 
in 1901 by Marconi. Dr, Lee De Forest 
(1S73-1961) developed the first broad- 
custing .sy.stcin in the USA, The Ame¬ 
rican inventor, Edwin H, Armstrong 
(1890-1954), made many improvements 
on radio communication. Television was 
invented by V. K Znorykin (1889- ), 

an American physicist, in 1928 by which 
pictures could be transmitted by wire¬ 
less technique. The principle underlying 
this IS that variation of light intensity on 
some substances can cause variation in 


the current flowing through it. This 
principle is also utilised in exposure 
meter used in photography. The tran¬ 
sistor is one of the most recent deve¬ 
lopments It IS also called a semi-con¬ 
ductor, because it allows current to flow 
under certain conditions only A Brit¬ 
tain of the Bell Telephone Labora¬ 
tories of the USA made important dis¬ 
coveries in this field in 1946 Transis¬ 
tors can be used in radio and television 
sets in place of vacuum tubes. The 
semi-conductors have come into the field 
of electrical engineering with great pro¬ 
mise; and future years are sure to be 
marked by many important develop¬ 
ments 




Just Released 


ENGINEERING DRAWING 

A TEXTBOOK FOR TECHNICAL SCHOOLS 


Pugcb 152 


Price . Ks, 4,4U 


Releasing Shortly 


Other Publications in School Technology Series 

★ ELEMENTS OF MECHANICAL ENGINEERING 

★ WORKSHOP PRACTICE PART I 

★ WORKSHOP PRACTICE PART 11 


Enquiries: 

Business Manager, 
Publication Unit, NCERT, 
B-31 Maharani Bagh, 

New DcIhi-14. 





